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Foreword 


This book Fire Safe Use of Wood in Buildings – Global Design Guide is a 
welcome addition to the fire safety literature. It seeks to provide guidance 
and insights into the use of wood in construction, including fire science and 
international regulatory information. Because the volume focuses on areas 
where wood directly impacts fire performance and fire hazards, readers 
will also need to refer to more general guidance documents to complete the 
design of any project involving wood in the construction. 

All forms of wood products from traditional use of dimensional lumber 
to modern wood products are covered in the volume. The role of wood 
included in the guide ranges from interior finishes to structural elements. 
The volume does not treat wood included in the mobile fire load, though 
fire loads in buildings are dominated by wood products in general. The 
volume includes excellent citations to the fire science and building litera- 
tures, so it is valuable as a gateway to the greater literature on the use of 
fire performance of wood in buildings. The guide makes excellent use of 
photographs to illustrate wood products and their use in construction. 

The use of wood as a building material has a long history. The use of 
wood as a structural material in residential construction is traditional in 
many countries, as is the use of wood as exterior siding, roof coverings 
and interior finishes. The volume treats these traditional uses of wood. 
However, the real focus of the volume is on innovative use of wood and 
wood products as structural materials in larger buildings. The guide does 
a good job of addressing the contributions of wood construction to the fire 
load as well as the impact of fire on the wood structural assemblies. 

The guide treats both the fire endurance of structural assemblies as well 
as means of preventing fire spread within the structure via fire-rated separa- 
tion assemblies and penetration protection. It covers the effects of charring 
on structural members as well as encapsulation methods to delay or prevent 
the onset of charring of the members. It also addresses the design and fire 
performance of connections of wood assemblies. 

Much of the fire science information is included in the chapter “Fire 
Dynamics,” with some aspects of ignition, flame spread, burning rate and 
smoke/toxic gas production are included in the chapter “Reaction to Fire 


xi 
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Performance.” While the chapter includes information about the generation 
of carbon monoxide by wood products, it lacks any information on hydro- 
gen cyanide products which arise out of the use of adhesives in modern 
wood products. 

This guide includes a range of calculational approaches to the determina- 
tion of fire performance of wood products and assemblies, ranging from the 
simple to the computer based. While the treatment of advanced methods 
is necessarily limited, it provides an entry point for designers to further 
pursue mastering such methods. The guide is straightforward about what is 
and what is not well understood, providing summaries of areas that require 
additional research. This is valuable to readers at all levels of expertise. 

The treatment of regulatory requirements for wood in construction is 
decidedly international in scope. The treatment includes the test methods 
used throughout the world and the required performance in these tests. 
While the guide is not a substitute for a good knowledge of the local regu- 
latory system requirements, the treatment of regulatory requirements will 
assist those who are already familiar with local requirements for all build- 
ings, but who lack specific experience with wood. It is also most useful to 
understand the diversity of requirements around the world and the differing 
approaches in achieving fire safety by fire regulations. 

While active fire protection measures are addressed in the guide, the 
guidance is primarily on sprinklers. Topics like detection and alarm, and 
smoke management are merely touched upon. Sprinklers are treated as hav- 
ing an important role in timber buildings. 

The chapter “Risk and Performance-based Design” gives a good general 
introduction to the topic. It provides specific information and approaches 
useful for timber buildings. As this remains an emerging area of fire safety 
design, the chapter serves as an entry point to the subject for those who may 
wish to pursue improving their skills in this area and provides good con- 
text for the use of performance-based design approaches in timber build- 
ings that is useful to a general audience. The chapter “Robustness in Fire” 
continues to develop approaches to enhance the structural robustness of 
fire designs for timber buildings. It is valuable in instructing the reader on 
the vulnerabilities of all individual systems and how to use a multi-faceted 
approach to achieve the desired fire performance. 

Finally, the guide treats two aspects of timber buildings that are both 
important and often overlooked. Fire safety during construction presents 
definite challenges when wood is exposed in ways it will not be in the com- 
pleted structure and when active fire protection measures are not yet in 
place. In addition, the construction process introduces potential ignition 
sources that would be uncommon in completed buildings. The other aspect 
treated in the guide is firefighting in timber buildings. All building designers 
need to be cognizant of how firefighting will be conducted in their building 
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so that such operations are properly supported by the design of the building 
and the construction process. 

The authors and editors are to be congratulated on the production of 
this very important guide that should be read and understood by anyone 
engaged in the design, development and maintenance of timber buildings. 
It introduces the wide range of issues that need to be addressed in timber 
buildings and provide an excellent gateway into the technical literature on 
the various topics discussed. 


Craig Beyler 
April 2022 
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Introduction 


OBJECTIVES 


The past few decades have seen renewed worldwide interest in timber as 
a structural and architectural material for many types of buildings. There 
are many incentives for the increased global demand for timber buildings, 
including aesthetics, sustainability, prefabrication, construction speed, 
economy and seismic performance. 

On the other hand, there are a number of issues being raised about the 
use of timber as a structural material. Because wood is relatively lightweight 
and a natural biomaterial, there are some concerns such as durability and 
acoustic performance of timber buildings, especially fire safety of timber 
buildings compared with buildings of non-combustible materials. 

Modern engineered wood products can now be used to construct large 
and complex timber buildings. Contemporary engineering techniques are 
enabling construction of timber buildings that were once only possible 
using concrete and steel. This is pushing the boundaries of modern fire 
codes and the basis on which they were founded. 

Concern about the fire safety of timber buildings is understandable 
because it is well known that exposed wood surfaces can contribute to the 
early stages of a fire and can add to the fuel load in the later stages of the 
fire. There are also questions about issues such as fire separations, flaming 
from windows and extinguishment of smouldering wood as the fire goes 
out. Despite these concerns, well-designed timber buildings can be just as 
safe as buildings of traditional materials. 


BACKGROUND 


This book uses the latest scientific knowledge to give guidance on the 
extended use of design codes and standards and principles of performance- 
based design to provide practical guidance with examples for fire safe design 
of timber buildings. Reference is made to recent international codes for fire 
safety, including Eurocode 5 and other similar codes. 
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The guide includes structural fire design by providing the latest detailed 
guidance on separating and load-bearing functions of timber structures. 
It also includes information on the reaction to fire performance of wood 
products according to different classification systems. The importance of 
proper detailing in building design is stressed by giving practical examples. 
Active measures of fire protection and quality of construction workman- 
ship and inspection are presented as important means for fulfilling fire 
safety objectives. 

The core audience is all those involved in the fire safety of timber build- 
ings, including architects, engineers, firefighters, educators, regulatory 
authorities, insurance companies and others in the building industry. 

The authors would be pleased to see this guide used in the future develop- 
ment of new fire safety regulations around the world. 


HISTORY 


This design guide has grown out of an earlier European guide, Fire Safety 
in Timber Buildings — Technical Guideline for Europe, edited by Birgit 
Óstman (2010). Since that time, an informal international group known 
as the FSUW (Fire Safe Use of Wood) group has maintained regular com- 
munication to discuss problems and solutions of timber buildings in dif- 
ferent countries, led by Birgit Ostman, and promoted by Andrea Frangi. 
The deliberations of this group, under the chair of Michael Klippel, led to 
a proposal to write this Global Design Guide, which has been written over 
the last two years despite the difficulties of the COVID-19 pandemic. 


ORGANISATION OF THIS DESIGN GUIDE 


The chapters in this design guide are summarised briefly below. Some of 
the chapters or technical information can be skipped by readers looking for 
guidance on specific topics. 


Chapter 1 gives an overview of wood-based materials and construction 
techniques. 

Chapter 2 is a summary of design principles for providing fire safety in 
all buildings, with particular attention to timber construction. 

Chapter 3 introduces the fire dynamics of burning wood, moving from 
basic physics to compartment fires, and calculation methods for 
assessing the contribution of exposed wood to the fuel load. 

Chapter 4 gives a summary of international regulations for the fire safe 
use of structural timber elements and visible wood surfaces in interior 
and exterior applications, presented in tables and maps. 
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Chapter 5 describes the systems used for compliance with prescriptive 
regulations in different regions for internal and external wood surface 
finishes. 

Chapter 6 gives design principles for timber used as fire-resistance-rated 
separating assemblies to provide compartmentation for life safety and 
property protection, including walls, floors and roof constructions. 

Chapter 7 provides guidance for the structural design of load-bearing 
timber members exposed to a standard fire, with an overview of 
the principles needed to predict the effect of charring and heating. 
Simplified design models include design models from the proposed 
second generation of Eurocode 5. 

Chapter 8 is an introduction to connection typologies, potential failure 
modes and structural design methods to provide fire resistance to con- 
nections in timber buildings. 

Chapter 9 gives recommendations for design to prevent fire from spread- 
ing into, within and through timber structures, including detailing of 
construction joints and penetrations. 

Chapter 10 covers the effects of active fire protection systems on design 
of timber buildings for fire safety. 

Chapter 11 introduces performance-based design of timber buildings, 
with a summary of possible risk-based design methods. 

Chapter 12 describes general approaches and design guidance to achieve 
structural robustness in the fire design of timber structures. 

Chapter 13 provides guidance for design and construction processes to 
ensure that the fire safety of timber buildings is maintained during 
and after construction. 

Chapter 14 describes firefighting practices that may differ in timber build- 
ings compared with other structural building systems and addresses 
concerns of fire services specific to timber building construction. 


AUTHORS 


This guidebook of 14 chapters has been written by 13 lead authors, each 
responsible for one or more chapters. A number of co-authors have been 
invited to assist with each chapter. A list of authors, co-authors and their 
affiliations has also been provided. Birgit Ostman and Andy Buchanan car- 
ried out the final editing. 


FEEDBACK 


Feedback on this design guide is welcomed. A website for comments is 
available at www.fsuw.com. 


xviii Introduction 


REFERENCES 


Ostman, B., Mikkola, E., Stein, R., Frangi, A., Kénig, J., Dhima, D., Hakkarainen, 
T. and Bregulla, J. (2010). Fire Safety in Timber Buildings – Technical 
Guideline for Europe, SP Report 2010:19, SP Trätek, Stockholm, Sweden. 

COST Action FP 1404, Documents available at: https://costfp1404.ethz.ch/ and 
www.fsuw.com 


Chapter | 


Timber structures and 
wood products 


Christian Dagenais, Alar Just and Birgit Ostman 


CONTENTS 


Scope of chapter 
1.1 Types of building occupancy 
1.1.1 Residential buildings 
1.1.2 Office buildings 
1.1.3 Educational buildings 
1.1.4 Public buildings 
1.1.5 Industrial buildings 
1.2 Types of timber structure 
1.2.1 Light timber frame construction 
1.2.2 Post-and-beam construction 
1.2.3 Mass timber construction 
1.2.4 Long-span structures 
1.2.5 Hybrid structures 
1.2.6 Prefabricated elements and modules 
1.3 Structural timber products 
1.3.1 Sawn timber 
1.3.2 Wood I-joists 
1.3.3 Metal plate wood trusses 
1.3.4 Structural composite lumber 
1.3.5 Glued laminated timber 
1.3.6 Mass timber panels 
1.3.7 Wood-based panels 
1.4 Conclusion 
References 


DOI: 10.1201/9781003190318-1 


NO Mo cd ANN м 


2 Christian Dagenais et al. 


SCOPE OF CHAPTER 


This chapter presents an overview of the occupancy groups in buildings and 
the types of timber structures that can be used to design and construct these 
buildings. Obviously, the types of construction presented in this chapter 
may have different names in different countries, but the fundamentals and 
design principles remain essentially the same. 

A description of the various timber and engineered wood products avail- 
able in the market is also provided. It summarises the manufacturing pro- 
cesses, typical end uses and product certifications, when applicable. Given 
the large variety of timber products around the globe, some of the engi- 
neered wood products presented herein may not be available in all countries. 

This chapter is not intended to provide an exhaustive historical review 
of timber constructions and wood products but rather aims to provide suf- 
ficient information for designers, builders, building officials/authorities and 
fire services to better understand and differentiate the various wood prod- 
ucts and timber building systems available. 


1.1 TYPES OF BUILDING OCCUPANCY 


Building codes around the globe dictate the design and construction of 
buildings. In a prescriptive building code, the type of building occupancy, 
the building area (per floor basis, or total), the building height and the pres- 
ence of an automatic sprinkler system will dictate whether a timber struc- 
ture is permitted (see Chapter 4). For most buildings, designers will follow 
prescriptive code provisions to demonstrate code compliance. The prescrip- 
tive design allows for a straightforward design and reflects the academic 
training of most designers. However, some building codes allow the use 
of performance-based design to demonstrate code compliance. This design 
method is usually more complex but allows for greater flexibility in the 
selection of materials and systems. This subsection describes a number of 
building occupancies where timber structures can be used. Some building 
codes may allow the use of timber for other building occupancies. Further 
details on performance-based design can be found in Chapter 11. 


1.1.1 Residential buildings 


Residential buildings typically refer to buildings destined for sleeping pur- 
poses, whether the occupants are primarily transient or permanent in nature 
(ICC, 2021a). The National Building Code of Canada, NBCC (NRCC, 
2015) defines a residential occupancy as “an occupancy or use of a building 
or part thereof by persons for whom sleeping accommodation is provided 
but who are not harboured for the purpose of receiving care or treatment 
and are not involuntary detained”. Examples of such residential buildings 


Timber structures and wood products 3 


are single-family dwellings, semi-detached houses, attached houses, hotels, 
motels and apartments. However, the term “residential buildings” may 
include other types of buildings based on the applicable building code. In 
some building codes, assisted living facilities may be classified as residential 
buildings. Residences offering care services to residents due to cognitive, 
physical or behavioural limitations would most likely not be included in 
this category. 

Timber is dominant in residential construction in North America. 
According to a market analysis conducted by FPInnovations (Chamberland 
et al., 2020), timber structures represented 97% of the market share of one- 
to four-storey multi-family (residential) buildings constructed in 2018 in 
Canada and 94% in the United States. For multi-family five-and six-storey 
buildings in Canada, timber structures increased from 26% in 2014 to 65% 
in 2018. This sharp increase coincides with the changes in the NBCC to 
allow five- and six-storey light timber frame residential construction since 
2015. In the U.S., similar buildings represent 63% of the market share. 
Similar market trends can be observed in many other countries. Figure 1.1 
shows some examples of residential buildings using various types of timber 
structures. 

Typical residential buildings will have a high degree of fire-rated com- 
partments because the use of many separating elements, such as floors and 
walls, provides a certain fire resistance rating based on the applicable build- 
ing code. A localised fire can nevertheless grow to a fully developed fire, 
and flashover conditions may be reached, while the fire is still contained 
to the room of fire origin. In a residential building, it is important to note 
that building codes usually do not prescribe or differentiate the occupants. 
Their capacity for self-movement, walking speed and need for a wheelchair 
are not regulated in a residential building. As such, a broad range of occu- 
pants may be found in a residential building and means of egress are to 
be appropriate. According to the International Code Council Performance 
Code for Buildings and Facilities (ICC, 2021b), occupants and visitors in a 


Figure 1.1 Residential buildings using a timber structure: (a) Light timber framed mid- 
rise building in Canada (photo Cecobois); (b) Residential building in Sweden 
(photo B. Ostman). 
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residential building are assumed to be not awake, alert or capable of exit- 
ing without the assistance of others and are familiar with the building. If 
motels and hotels are classified in this type of occupancy, the same assump- 
tions apply to occupants, visitors and employees, with the exception that 
employees are awake. 


1.1.2 Office buildings 


An office building can be defined as a “building used principally for 
administrative or clerical work” (ISO 6707-1). Examples of office build- 
ings include administrative or professional businesses and commercial and 
low-level storage occupancies. Building codes may however classify such 
occupancy in another category. 

While the aesthetic and biophilic advantages of timber are widely required 
by architects, timber has only a modest use in office buildings. With recent 
trends to construct taller and larger mass timber buildings around the 
globe, it is expected that the use of timber in office buildings will increase. 
Figure 1.2 shows examples of office timber buildings. 

Office building design usually consists of large open spaces with move- 
able partitions, which result in long floor spans. In such an open-space 
concept, localised fires may be of primary concern as opposed to a fully 
developed fire. Travelling fires can also be an important risk to mitigate. 
In office buildings, it is assumed that occupants are awake, alert, predomi- 
nantly capable of exiting without assistance from others and familiar with 
the building (ICC, 2021b). As such, evacuation can be initiated faster in an 
office building than in a residential building. 


1.1.3 Educational buildings 


Based on the applicable building code, educational buildings may be build- 
ings where occupants are gathered for educational purposes, as well as day 
care services for children. In some other codes, they may be classified as 


Figure 1.2 Office buildings using timber product: (a) First Tech Credit Union office in 
Canada (photo Structurlam Mass Timber Corp.); (b) Hybrid office building in 
New Zealand (photo A. Buchanan) 
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“assembly” buildings where occupants gather for civic, social, educational 
or recreational purposes. 

Structural timber has a very low use in educational buildings, with some 
exceptions with low-rise buildings (one and two storeys) mainly due to 
prescriptive building codes in some countries imposing such limitations. 
Wood finish materials are however used in several locations in educa- 
tional buildings for aesthetic reasons. There has, however, recently been a 
strong increase in structural timber for gymnasiums and sports complexes. 
Figure 1.3 shows some educational buildings where timber has been used 
both for structural elements and finish materials. 

Construction of educational buildings is a combination of residential and 
office building types, where they may consist of large open-space concepts 
with moveable partitions and a high degree of fire-rated compartments 
between classrooms. Localised fires, fully developed fires and travelling 
fires are therefore potential risks that warrant mitigation. In educational 
buildings, it is assumed that occupants are awake, alert and familiar with 
the building (ICC, 2021b). Younger occupants (e.g. under the age of 10 
years) are assumed to require assistance for safe egress, while older occu- 
pants will predominantly be capable of exiting by themselves. 


1.1.4 Public buildings 


A public building would essentially consist of an assembly occupancy where 
gatherings are taking place for recreational, commercial or mercantile pur- 
poses. Typically, building codes do not classify public buildings but will 
rather classify their type of assembly (e.g. performing arts, arena type or 
exterior gathering). 

Similar to educational buildings, public buildings typically have low use 
of timber products mainly due to limitations imposed by prescriptive build- 
ing codes in some countries. Nevertheless, wood finish materials are widely 
used for aesthetic reasons, with some low-rise buildings constructed with a 


Figure 1.3 Educational buildings using timber products: (a) Université Laval in Canada 
(photo FPlnnovations); (b) Atrium space in educational building in New 
Zealand (photo A. Buchanan) 
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Figure 1.4 Public buildings using timber products: (a) Formula | paddocks in Canada 
(Photo Nordic Structures); (b) Parking garage іп Sweden (Photo AIX Architects). 


timber structure. Figure 1.4 shows some examples of public buildings using 
various types of timber structures. 

Localised fires would most likely be the main risk in public buildings with 
large open floor areas. Similar to office buildings, it is typically assumed 
that the majority of occupants are awake, alert and predominantly capa- 
ble of self-evacuation with little to no assistance or prompting from others 
(ICC, 2021b). 


1.1.5 Industrial buildings 


As defined in the NBCC (NRCC, 2015), buildings intended for the assem- 
bling, fabricating, manufacturing, processing, repairing or storing of goods 
and materials would be classified as industrial buildings. Some building 
codes would further sub-divide industrial buildings based on the level of 
fire hazard represented by the flammable, combustible or explosive charac- 
teristics of materials that can be found within these buildings. 

Industrial buildings may also be constructed with mixed occupancies, 
where industrial use would represent most of the building area, and other 
occupancies such as offices would be secondary occupancies. In such 
mixed-occupancy groups, most building codes will require fire-resistance- 
rated separations, or even sometimes firewalls, to separate one occupancy 
group from another. 

Prescriptive building codes typically allow the use of structural timber 
for industrial buildings in relatively small areas. However, due to various 
reasons, such as misperception from insurance companies, timber has lim- 
ited use in these buildings. Moreover, given that industrial buildings usually 
require high ceilings, light timber frame construction can be limited due 
to the available lengths of timber studs, unless engineered wood studs are 
used. Otherwise, post-and-beam construction could also be used, includ- 
ing for support of overhead cranes. Figure 1.5 shows some examples of 
industrial buildings using various types of timber structures. Special, active 
fire protection measures, such as deluge or foam sprinklers, can be used to 
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Figure 1.5 Industrial buildings using timber products: (a) Industrial building using LVL in 
New Zealand (photo A. Buchanan); (b) Glulam/CLT manufacturing plant in 
Canada (photo Nordic Structures ©Adrien Williams). 


mitigate fire hazards associated with high-risk materials that can be found 
inside these buildings. Explosions or localised fires would most likely be the 
main risks, but fully developed fires can also be challenging. In industrial 
buildings, it is assumed that occupants are awake, alert and predominantly 
capable of exiting without assistance from others and familiar with the 
building (ICC, 2021b). 


1.2 TYPES OF TIMBER STRUCTURE 


Timber structures have historically been classified based on the type of 
system resisting gravity loads. In prescriptive building codes, the dimen- 
sions and configurations of the building systems would typically dictate the 
type of timber structure that can be used. While some building codes may 
classify all types of timber structures into a single category, some building 
codes allow a wider range of possibilities when using mass timber construc- 
tion compared to light timber frame construction. 

The following subsections provide a summary of the construction tech- 
niques of a number of timber structures, including the types of products 
typically used and comments on their fire performance. 


1.2.1 Light timber frame construction 


Light timber frame construction is the most dominant type of construction 
for residential buildings, at least in North America for buildings up to six 
storeys. It essentially consists of repetitive small-size structural elements 
made of sawn timber, engineered wood products and structural sheathing. 

Balloon-framing was mainly used in the early days of the 20th century. 
This type of light timber frame construction allowed for rapid housing con- 
struction. The wall studs were continuous over the storeys, and the floor 
joists were supported on horizontal ledgers placed inside notches in the 
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studs. This type of construction could have inherent concealed spaces, 
forming potential paths for a fire to spread from one storey to another, 
unless construction details were made to provide adequate fire stopping 
(Figure 1.6a). The lateral loads were typically resisted by either structural 
panels or diagonal bracing. 

Then came platform-framing. In this type of light timber frame construc- 
tion, the gravity loads remain supported by wood studs, but each wall is 
assembled one storey at a time and floor framing is installed at every storey 
(Figure 1.6b). Each wall is enclosed with top and bottom sill plates, creating 
inherent fire stopping between storeys. Floor framing is also enclosed by rim 
boards made of sawn timber or engineered wood products, which also cre- 
ate an inherent fire stopping within the floor. Typically, building codes will 
require that any openings in assemblies be required to provide fire resistance 
to be properly sealed by fire-stop materials. Guidance on preventing fire 
spread is given in Chapter 9. The lateral loads are taken by structural panels 
for both the floor diaphragms and shear walls. Blocks of sawn timber can 
be used at mid-height between every wall stud to provide additional nailing 
to the structural panels. When these blocks are used, an additional inherent 
fire stopping is created within the wall cavities to limit vertical fire spread. 

In platform-framing, the wall studs are generally of sawn timber and may 
be of structural composite lumber (SCL) to increase the axial compression 
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Fire stopping 


Fire stopping Fire stopping 


a b 


Figure l.6 Light timber frame construction: (a) Balloon-framing, (b) Platform-framing. 
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strength of the studs and/or limit shrinkage of the sill plates due to varying 
moisture content. Using SCL for wall studs can also allow taller walls where 
sawn timber would otherwise be limited in length, as previously mentioned 
for industrial buildings. Nowadays, engineered wood products such as pre- 
fabricated wood I-joists and metal-plated trusses have replaced many of 
the traditional sawn timber floor and roof joists. These products allow for 
increased load-bearing capacities, longer spans for open-space concepts and 
better dimensional stability. 

Given the small dimension of the structural elements, the fire perfor- 
mance of light timber frame construction is typically provided by protec- 
tive membranes, such as fire-resistance-rated gypsum plasterboards. Service 
penetrations made through these protective membranes need to be properly 
protected using fire-stopping devices tested according to the applicable test 
method in each country. Fire resistance rating of up to 2 hours, and more, 
can be achieved when tested in accordance with standard test methods such 
as ASTM E119, CAN/ULC S101 and EN 1363-1, among others. 

Light timber frame assemblies can provide excellent fire performance, 
provided that they are detailed and constructed appropriately. Further 
guidance on proper detailing is provided in Chapter 9. 


1.2.2 Post-and-beam construction 


The modern post-and-beam timber construction is the logical evolution of 
the traditional system called “timber frame”. Traditionally, post-and-beam 
construction, or “heavy timber” construction, used timber structural ele- 
ments of large dimensions and cast-iron caps to transfer the loads from 
one storey to the other, as well as connections between main to secondary 
beams using timber embedment, wood pegs and dovetails, as examples. It 
then evolved by using metallic fasteners such as bolts, dowels and hangers 
for side connections, as would be done in steel framing. 

Nowadays, post-and-beam timber construction is taking full advantage 
of timber embedment strength for connections as well as the use of inno- 
vative fasteners, such as long and slender self-tapping screws. Engineered 
wood products such as glued laminated timber and structural composite 
lumber are now widely used in lieu of sawn timber. Floors and roofs typi- 
cally consist of timber decking or panels made of glued laminated timber, 
structural composite lumber or mass timber. With the advances in com- 
puter numerical control (CNC), machining of timber elements for drilling 
holes for fasteners and embedding metallic plates for concealed connec- 
tions, it is much easier to design and install this type of construction with a 
high level of precision. 

Similar to steel framing, the lateral loads are typically resisted by braced 
frames or moment-resisting connections (although less popular), while the 
floors and roof elements act as diaphragms. Figure 1.7 shows examples of 
post-and-beam timber construction. 
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Figure 1.7 Post-and-beam timber constructions: (a) Old timber frame in Canada (Photo 
FPInnovations); (b) Modern post-and-beam construction using braced frames 
in Canada (Photo A. Buchanan). 


Traditional post-and-beam timber construction has a long history dem- 
onstrating its inherent fire performance. In some building codes, *heavy 
timber" construction can be used in many applications where a non-com- 
bustible construction would otherwise be required. The large dimensions 
of the structural elements allow for maintaining their structural strength 
for long fire exposure. The load-bearing performance of timber elements 
can easily be calculated using their charring rates and other design assump- 
tions, as detailed in Chapter 7. Information on the fire performance of con- 
nections can be found in Chapter 8. 


1.2.3 Mass timber construction 


Mass timber construction is a new type of timber construction that origi- 
nated with the strong market acceptance and penetration by European 
cross-laminated timber (CLT) and was then rapidly adopted by other coun- 
tries. While the term *mass timber" is relatively new, it is not necessarily a 
new type of construction as it was traditionally used in old buildings made 
of post-and-beam construction. The floor construction called *mill floor" 
consisted of sawn timber elements placed on edge, side-by-side, and nailed 
together, creating a massive thick timber slab (also called nail-laminated 
timber (NLT)). 

Mass timber construction is the logical continuation of the post-and- 
beam timber construction detailed above, but with larger and longer plates 
used as wall and floor panels similarly to precast concrete construction. 
Cross-laminated timber is among the first modern timber products used 
in mass timber construction, where it is used for load-bearing walls, parti- 
tions, as well as floors and roofs. With the desire to increase the diversity of 
mass timber panels, mechanically laminated timber, such as nail-laminated 
timber and dowel-laminated timber, is now slowly gaining popularity. 
Figure 1.8 shows examples of mass timber panel construction. 
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Figure 1.8 Mass timber panels construction: (a) Old mill floor in Canada (Photo 
FPInnovations); (b) Sara Cultural Centre and hotel, 19 storeys, Skelleftea, 
Sweden (Photo Jonas Westling). 


Nowadays, mass timber panels are used in conjunction with post-and- 
beam construction to reduce the amount of timber, limit the cost and 
offer greater design flexibility, such as open-space concepts. Engineered 
wood products such as glued laminated timber and structural composite 
lumber are used for gravity loads (columns and beams), while mass tim- 
ber panels are used for floors and roofs, as well as lateral load-resisting 
systems. 

An inherently high level of fire resistance is provided in a building made 
of mass timber panels, especially when it is fully built with mass timber 
walls, roof and floor panels. As with post-and-beam construction, the large 
dimensions of the structural elements allow for maintaining their structural 
strength for long fire exposure. Panelised elements provide the separating 
function to limit heat transmission and passage of flames, in addition to 
the load-bearing performance. Additional information on the separating 
function and load-bearing performance can be found in Chapters 6 and 
7, respectively. Information about detailing of mass timber panels for fire 
safety can be found in Chapter 9. 


1.2.4 Long-span structures 


Timber structures also have a long history for long-span structures, in 
sports complexes and in industrial buildings. These applications however 
require a high level of expertise and knowledge in timber design and struc- 
tural engineering so that loads are transferred adequately and long-term 
serviceability performance, including creep, dimensional changes and dura- 
bility due to moisture content, is ensured. 


12 Christian Dagenais et al. 


From their structural design efficiency, curved arches made of glued lami- 
nated timber have widely been used for long-span applications and of vari- 
ous geometric shapes (simple or multiple curvatures). They allow for high 
roof clearance, as required for ice rinks, soccer stadiums and indoor water 
parks. Depending on the span, they can be of single, double or multiple 
elements. 

A great engineered timber building is the Moffett Field hangar II near 
San Francisco, U.S. Completed in 1943, it consists of trusses made of large 
timbers constructed during World War II to serve the US Navy blimp sur- 
veillance programme. The timber structure follows a parabolic shape that is 
328 m long by 90.5 m wide and 52 m in height to accommodate the profile 
of the airships contained in it. 

Another structural system used in timber is the grid shell. This system 
allows for long spans and open-space concepts. An example of such system 
is the Odate dome built in Japan in 1997. The entire structure has a height 
of 52 m and an impressive span of 178 m along the major direction and 157 
m in the minor direction. Grid shell systems have been used in some proj- 
ects in Europe and recently for the three domes at the Taiyuan Botanical 
Garden in China. The domes range from 43 to 88 m in diameter and from 
12 to 30 m in height. The dome design team claims that the largest of 
the three domes is the longest clear span timber grid shell in the world. 
Figure 1.9 shows examples of long-span timber structures. 

As with post-and-beam construction, the large dimension of the struc- 
tural elements used for long-span applications allows for maintaining their 
structural capacity for long fire exposure. The load-bearing performance 
of timber elements exposed to fire can easily be calculated using their 
charring rates and other design assumptions, as detailed in Chapter 7. In 
most buildings where arches are used, it is unlikely that a localised, trav- 
elling or fully developed fire can generate sufficient hazard to challenge 
the members and their connections at the top of the building, so more 
attention should be made to the lower ends. Moreover, it is likely that 
these buildings would require protection by automatic sprinkler systems. 


Figure 1.9 Long-span timber systems: (a) Soccer stadium in Canada (67.6 m span) (Photo 
Nordic Structures © Stéphane Groleau), (b) Timber grid shells in China (43 to 
88 m span) (Photo StructureCraft). 
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As such, some building codes may not require all the structural elements 
to be fire resistance rated. 


1.2.5 Hybrid structures 


All structures are essentially hybrid, as they consist of various materials 
used together to form a distinct system or structure. Hybrid structures 
can consist of any mix of materials at various locations within a build- 
ing. A hybrid structure can consist, for example, of a gravity system made 
of timber and a lateral load-resisting system made of reinforced concrete 
core walls or steel braces. Using lateral load-resisting systems made of con- 
crete or steel braces typically allows for using greater ductility and strength 
capacities. However, some mass timber panels can also provide the same 
lateral performance as that of concrete and steel. 

Hybrid structures can also be horizontal elements made of timber, con- 
crete and steel, such as a timber slab or beam connected to a concrete slab, 
steel joists or beams connected to a timber slab, etc. The use of hybrid hori- 
zontal systems typically allows for longer spans by positioning each mate- 
rial at its best location to take full advantage of its mechanical resistance. 
They also enhance serviceability performance such as acoustics, floor vibra- 
tions and deflections. 

Long-span structures, as detailed in the previous subsection, can also 
be hybrid where timber would be positioned where the elements are solic- 
ited mainly in axial compression and steel tendons would be solicited in 
axial tension. This allows for pre-stressed systems to enhance serviceability 
performance. 

When designing for fire resistance, each material needs to be considered, 
along with the potential impact from one to the other. As an example, the 
timber component of a timber-concrete composite slab exposed to fire will 
char and the residual timber will reduce in size with time and change the 
stress distribution between the two materials as well as the shear connec- 
tors used to fasten them together. Heat transfer between materials may also 
be a challenge where, as an example, a steel beam connected to a timber 
slab will accelerate localised charring in the vicinity of the steel beam due 
to heat conduction. Figure 1.10 shows examples of hybrid structures using 
timber, concrete and steel. 


1.2.6 Prefabricated elements and modules 


Industrialised building systems for multi-storey timber construction are 
being used increasingly in northern Europe during the first decades of the 
2000s. They emerged from a long tradition of prefabricated single-fam- 
ily houses starting in the early 1900s. Still about 90% of all single-family 
houses in Sweden are built in timber. A whole house, or two-dimensional 
building elements, mainly walls, are built in a factory and brought to the 
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Figure 1.10 Hybrid structures: (a) Brock Commons in Canada — mass timber construc- 
tion and reinforced concrete vertical shafts (photo Naturally Wood), (b) 
Meadows Recreational Center in Canada — Glued laminated timber and steel 
roof structure (photo Western Archrib). 


Figure 1.11 Prefabricated elements and modules: a) Prefabricated mass timber floor 
in Northern Sweden, late 1990s (Photo Martin Gustafsson), (b) Modular 
houses in Norway (Photo Kodumaja). 


building site. This technique has a lot of advantages, including close con- 
trol of the building process, dry conditions, and a fast building process. 
Figure 1.11 shows examples of prefabricated elements and modules. 

When taller timber buildings became allowed in Sweden in the late 
1990s, it was natural to adopt the prefabricated system for multi-storey 
design. Different techniques have been applied and two-dimensional ele- 
ments are now often made with CLT panels, while three-dimensional (3-D) 
volumetric modules are mainly timber frame structures. The 3-D modules 
may be load-bearing themselves or integrated into a separate load-bearing 
structure e.g. with post and beam. The latter is the case for the 14-storey 
high Treet building in Norway. 

Prefabricated volumetric modules were initially used for small apart- 
ments e.g. accommodation for students, but they are now used for larger 
apartments consisting of several volumetric components, where the kitchen 
and/or bathrooms are built as separate modules and put together at the 
building site. One limiting factor is the size of elements or modules to be 
road transported. 
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1.3 STRUCTURAL TIMBER PRODUCTS 


There is a wide variety of structural timber products available in the mar- 
ket. In the past few decades, many engineered wood products (EWPs) have 
been developed and commercialised as a substitute for traditional wood 
products. These EWPs are designed and manufactured for better use of 
the raw material, eliminating natural characteristics of timber that may 
have a negative impact (i.e. knots, wane, etc.), reducing waste from timber 
sawmills and reducing the amount of timber required for manufacturing a 
homogenous and stronger product. 

Provided that the wood feed-stock is obtained from renewable forestry 
operations, all of these structural timber products provide great benefits for 
low carbon construction. The sequestered carbon stored in structural tim- 
ber far exceeds the small amount of fossil fuel energy required to manufac- 
ture the wood products, and this can be used to offset the carbon released 
in manufacturing the other components of a building. Timber buildings 
hence have a much lower carbon footprint than similar buildings made 
from traditional materials such as steel and concrete. 

The following sections describe some of the various structural timber 
products available in the market. The products presented below are largely 
based on current technologies and products available in North America and 
Europe. 


1.3.1 Sawn timber 


Sawn timber is among the oldest construction material. Sawn timber, called 
lumber (or dimension lumber) in some countries, is defined by ASTM D9 
as a product of the sawmill and planing mill, usually not further man- 
ufactured other than by sawing, resawing, passing lengthwise through a 
standard planing machine, crosscutting to length, and matching. In some 
countries, the term timber can also refer to a wood element of minimum 
dimensions, differentiating them from smaller elements called lumber. In 
North America, the structural elements are named based on their nominal 
dimensions rather than actual sawn dimensions. As examples, a nominal 2” 
x 10" lumber joist is actually 38 x 235 mm (1%” x 94"), and a nominal 6" 
x 6" timber beam is 140 x140 mm (5^" x 5%"). Other countries typically 
specify the actual (net) dimensions rather than the nominal dimension. For 
structural applications, building codes typically require that sawn timber 
has a moisture content no greater than 15% to 19% at the time of instal- 
lation. As such, it is usually dried to a suitable moisture content prior to 
installation. In light timber-framed buildings of five and six storeys, dimen- 
sional changes due to drying during the service life can be significant and 
considerations should be given to limiting such shrinkage. 

There are various types of sawn timber (lumber) used in construction and 
available on the market. Typically, softwood species are used for structural 
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applications, while hardwoods are used for finishing materials. In some 
jurisdictions, hardwoods may however be used in structural applications, 
including the manufacturing of engineered wood products such as glued 
laminated timber. Structural products are required to be evaluated by 
their respective standards, such as those of the National Lumber Grades 
Authority (NLGA) in Canada, the American Lumber Standard Committee 
(ALSC) in the U.S., the European standard EN 15497 and the Australian/ 
New Zealand standards AS 2858 and AS/NZ 1748. 

The most common type of sawn timber is visually graded, which is some- 
times also categorised within specific wood species groups. Based on visual 
observations by a trained inspector, the boards are visually graded into 
various classes, which are assigned mechanical properties based on regular 
quality control monitoring by the grading agency. This ensures that the 
grading is being made properly and that the mechanical properties pub- 
lished in wood design standards are maintained. Some of the visual charac- 
teristics used for classifying timber are the slope of grain, moisture content, 
knots and wane. Distortion of timber boards due to bow, crook, cup and 
twist also affect their grading. Standard test methods usually specify how 
to address the potential strength and stiffness reduction factors. 

Some sawmills use mechanical grading of sawn timber, such as mechani- 
cally stress rated (MSR) and mechanically evaluated lumber (MEL). Both 
MSR and MEL refer to structural timber that has been graded for stiffness 
by means of a non-destructive test and subjected to similar visual grading 
as the visually graded timber. These testing techniques allow for a bet- 
ter evaluation of the raw material by non-destructively testing mechanical 
properties, mainly the modulus of elasticity. They also allow mills to sort 
timber exhibiting higher mechanical properties, thus providing a higher 
structural grade for stronger timber. Non-destructive testing is also widely 
used in the manufacturing of EWPs so that manufacturers can ensure that 
the timber used in the manufacturing process meets or exceeds the quality 
control criteria. 

Lastly, sawn timber (lumber) can also be remanufactured into various 
products, such as finger-jointed lumber, face-glued lumber or edge-glued 
lumber. These types of EWPs allow for eliminating natural defects that may 
be present in visually graded lumber by remanufacturing smaller and/or 
shorter pieces together to form long and dimensionally stable products. The 
resulting products are widely used in the manufacturing of EWPs, such as 
those detailed in the following sections. When finger-jointing, face-gluing 
or edge-gluing is used, the fire performance of the adhesives should be prop- 
erly evaluated so that the adhesives do not become the weak link in the fire 
resistance of the resulting product (see Chapter 7). 

Due to their small cross-sections, the fire performance of typical sawn 
timber relies on the use of claddings or membranes (e.g. fire-resistance-rated 
gypsum plasterboard), unless the applicable building code allows them to 
remain exposed (unprotected). Otherwise, the load-bearing performance 
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of larger timber elements can be calculated using their charring rates and 
other design assumptions, as detailed in Chapter 7. 


1.3.2 Wood I-joists 


Since the creation of prefabricated wood I-joists, the market has rapidly 
grown as an alternative to solid sawn timber joists and roof rafters, espe- 
cially in light timber frame construction. A prefabricated wood I-joist is 
defined as “a structural member manufactured using sawn or structural- 
composite lumber flanges and structural panel webs, bonded together with 
exterior grade adhesives, forming an “I” cross-sectional shape” (ASTM 
D9). 

Wood I-joists were first commercialised by the American company Trus 
Joist Corporation in the 1960s (Williamson, 2002). The main advantages 
of prefabricated wood I-joists are their light weight, longer allowable spans 
and low cost when compared to traditional sawn timber joists. They are 
typically used as floor joists and in some applications as roof joists. With 
an increasing demand for energy-efficient building envelopes, we are now 
seeing prefabricated wood I-joists used as wall studs. Their depths allow for 
a greater insulated cavity. 

The I-shape cross-section allows for more efficient use of the timber 
resource, with flanges subjected to axial stress and web panel subjected to 
shear stress. Flanges are typically made of finger-jointed sawn timber or 
structural composite lumber (see Figure 1.12). They have various dimen- 
sions, resulting in varying bending resistance and stiffness. Web panels used 
to be made of plywood or hardboard but have changed to oriented strand 
boards (OSB) over the years. Some producers commercialise wood I-joists 


Figure 1.12 Prefabricated wood I-joists: (a) Sawn timber flanges (photo FPInnovations); 
(b) LVL flanges (photo APA Wood). 
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with web materials from other types of panels such as high-density fibre- 
board (HDF). 

Wood I-joist manufacturers usually offer their products in standardised 
dimensions. The available depths typically vary from 235 to 406 mm (914” 
to 16"), with some special deeper joists. Prefabricated wood I-joists are 
required to be manufactured and evaluated according to specific standards, 
such as ASTM D5055 for North America. As an example, ASTM 05055 
provides the minimum requirements with respect to procedures for estab- 
lishing, monitoring, and re-evaluating structural capacities such as shear, 
reaction (bearing support), bending moment, and stiffness. Requirements 
for adhesives performance used for flange finger joints, web-to-web joints 
and web-to-flange joints are typically also provided. While there is currently 
no standard in Europe, I-joists may conform to the European Assessment 
Document (EAD 130367-00-0304) for CE-marking. 

Due to their inherently small cross-section, the fire performance of pre- 
fabricated wood I-joists typically relies on either the use of claddings or 
membranes (e.g. fire-resistance-rated gypsum plasterboard) or web protec- 
tion materials, unless they are specifically allowed to remain unprotected 
by the applicable building code. Manufacturers can provide floor and roof 
assemblies made with prefabricated wood I-joists that can achieve up to 2 
hours of fire resistance. Given the proprietary nature of these products, it is 
recommended to consult with the manufacturers for proper detailing. Some 
general guidance is given in Chapter 7. 


1.3.3 Metal plate wood trusses 


Similar to prefabricated wood I-joists, metal plate timber trusses are used 
as an alternative to solid sawn timber joists and roof rafters in light timber 
frame construction. Their main advantages are light weight, longer allow- 
able spans and low cost when compared to traditional sawn timber joists. 
They are typically used as floor trusses and widely used as roof trusses in 
North America. 

A typical truss consists of top and bottom chords (flanges) and diagonal 
webs forming a triangular shape using sawn timber or structural composite 
lumber. Junctions between chords and webs are fastened together using 
proprietary galvanised steel plates, also called truss plates. Usually, a floor 
truss would have parallel chords positioned flatwise (i.e. wide dimension of 
the timber parallel to the floor plan), while roof trusses will have the chords 
positioned edgewise (narrow dimension parallel to the roof plan) either par- 
allel or sloped. Figure 1.13 illustrates metal plate trusses and some truss 
plates available on the market. 

Some countries have enforced quality control standards for the man- 
ufacturing of metal plate timber trusses. Trusses can be designed and 
manufactured in almost infinite shapes and spans. Given the long roof 
spans that can be achieved by metal plate timber trusses, proper lateral 
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Figure 1.13 Images of metal plate trusses: (a) Floor trusses (photo FPInnovations); (b) 
Roof trusses (photo Naturally Wood). 


bracing is crucial to ensure the stability of the compression chords and 
webs against buckling. The structural design is typically in accordance 
with the applicable timber design standard and proprietary metal plate 
design information. As an example, the Truss Plate Institute of Canada 
(TPIC) and Standards Australia publish standards that establish mini- 
mum requirements for the design and construction of metal plate timber 
trusses, including the materials used in a truss (both lumber and steel), 
the design procedures for truss members and joints as well as manufac- 
turing and material variances and erection tolerances (TPIC; AS 1720.5). 
Guidance for lateral bracing is also typically provided in truss design 
standards. In Europe the metal plate web trusses are produced according 
to EN 14250 and designed according to Eurocode 5 (EN 1995-1-1 and 
EN 1995-1-2). 

Similar to prefabricated wood I-joists, the fire performance of metal plate 
timber trusses typically relies on the use of cladding or membranes (e.g. 
fire-resistance-rated gypsum plasterboard), unless specifically allowed to 
remain unprotected by the applicable building code. Some manufacturers 
have floor and roof assemblies made with metal plate timber trusses that 
can achieve up to 2 hours of fire resistance. Given the proprietary nature 
of these products, it is recommended to consult with the manufacturers for 
proper detailing. 


1.3.4 Structural composite lumber 


Structural composite lumber (SCL) is a generic category of structural engi- 
neered wood products that includes laminated veneer lumber (LVL), paral- 
lel strand lumber (PSL), laminated strand lumber (LSL) and oriented strand 
lumber (OSL), as illustrated in Figure 1.14. Structural composite lumber 
(SCL) is defined as “a composite of wood elements (for example, wood 
strands, strips, veneer sheets, or a combination thereof), bonded with an 
exterior grade adhesive and intended for structural use in dry service con- 
ditions” (ASTM D9). See also Section 1.3.6 on mass timber panels. 
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Figure 1.14 Structural composite lumber (photos courtesy of Weyerhaeuser): (a) LVL 
— Laminated Veneer Lumber; (b) PSL — Parallel Strand Lumber; (с) LSL — 
Laminated Strand Lumber. 


LVL and PSL were first introduced into the market in the 1970s and 
1980s, respectively (Williamson, 2002). LSL and OSL were introduced 
shortly after PSL. Their main advantages are the efficient use of the timber 
resource, higher strength and stiffness and longer spans. They are typi- 
cally used as beams, columns, lintels and joists, with some applications 
as chords in metal plate trusses. SCL is also used as studs in mid-rise light 
timber frame construction (five and six storeys) where greater axial capac- 
ity is required at the lower levels, as well as sill plates for limiting building 
vertical displacement due to moisture shrinkage. Being manufactured at an 
initial low moisture content, SCL products tend to be more dimensionally 
stable than traditional sawn timber when subjected to varying degrees of 
moisture content during service. 

Laminated Veneer Lumber (LVL) is defined as “a composite of wood 
veneer sheet elements with wood fibres primarily oriented along the longi- 
tudinal axis of the member, where the veneer element thicknesses are 0.25 
in. (6.4 mm) or less (ASTM D9)." 

LVL is manufactured in a similar manner as plywood, with the excep- 
tion that the wood grain of the veneers is mostly oriented longitudinally 
to the main strength direction (i.e. towards the LVL length). LVL is often 
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manufactured in a continuous process so the resulting products can be lon- 
ger and stronger than traditional sawn timber. 
Parallel Strand Lumber (PSL) is defined as 


a composite of wood veneer strand elements with wood fibres primar- 
ily oriented along the longitudinal axis of the member, where the least 
dimension of wood veneer strand elements is 0.25 in. (6.4 mm) or less 
and their average lengths are a minimum of 300 times the least dimen- 
sion of the wood veneer strand elements. 


(ASTM D9) 


PSL is manufactured by gluing wood strands to form a condensed thick piece 

of timber in such a way that the wood grain of the strands is oriented longi- 

tudinally to the main strength direction (i.e. towards the PSL length). Wood 

strands may be cut from the residue of plywood or LVL manufacturing plants. 
Laminated Strand Lumber (LSL) is defined as 


a composite of wood strand elements with wood fibres primarily 
oriented along the longitudinal axis of the member, where the least 
dimension of the wood strand elements is 0.10 in. (2.54 mm) or less 
and their average lengths are a minimum of 150 times the least dimen- 
sion of the wood strand elements. 


(ASTM D9) 


Manufacturing process of LSL is somewhat like that of OSB. It requires, how- 

ever, a higher degree of strand orientation and greater pressure to form the 

thick piece of timber. As with PSL, wood grain of the strands is oriented lon- 

gitudinally to the main strength direction (i.e. towards the LSL length). Wood 

strands may be cut from the residue of plywood, LVL or PSL manufacturing 

plants. LSL usually has lower strength and stiffness than LVL and PSL. 
Oriented Strand Lumber (OSL) is defined as 


a composite of wood strand elements with wood fibres primarily 
oriented along the longitudinal axis of the member, where the least 
dimension of the wood strand elements is 0.10 in. (2.54 mm) or less 
and their average lengths are a minimum of 75 times the least dimen- 
sion of the wood strand elements. 


(ASTM D9) 


The manufacturing process of OSL is similar to that of LSL, with the 
exception that shorter strands are used. As with LSL, the wood grain of 
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the strands is oriented longitudinally to the main strength direction (i.e. 
towards the OSL length). Wood strands may be cut from the residue of 
plywood, LVL, PSL or LSL manufacturing plants. OSL usually has lower 
strength and stiffness than LSL. 

As with prefabricated wood I-joists, SCL manufacturers offer products 
in standardised dimensions ranging from 89 to 508 mm (3%” to 20") in 
depth, 38 to 178 mm (1%" to 7") in width and up to 18 m (60’) in length. 
SCL products are required to be manufactured and evaluated according to 
specific standards, such as ASTM D5456 in North America, which provides 
the minimum requirements with respect to initial qualification sampling, 
mechanical and physical tests, analysis, and design value assignments. 
Requirements for adhesive performance at elevated temperatures and/or 
fire conditions are typically also provided. While there are currently no 
other standards equivalent to ASTM D5456 applicable to all SCL prod- 
ucts, LVL products are to be evaluated per European standard EN 14374 
and Australia/New Zealand standard AS/NZS 4357.0. A European LVL 
Handbook is also available to provide design information for code compli- 
ance (LVL Handbook, 2020). 

SCL products can be used as a single element or as built-up elements 
using nails, screws or bolts. When used as a single element, from either a 
single and large piece of SCL or an SCL obtained from a secondary face- 
gluing process, their fire performance and charring behaviour are similar 
to traditional sawn timber (Dagenais, 2014; White, 2000; O'Neill et al., 
2001), provided the adhesive used for secondary gluing is a structural adhe- 
sive meeting the requirements to resist elevated temperatures and/or fire 
conditions. Structural fire resistance of SCL can therefore be determined 
based on the same design principles as those detailed in Chapter 7. 

However, built-up elements made with metallic fasteners may not have 
the same fire performance as a single element of the same dimensions. 
Connections used to secure SCL elements together may not prevent the 
individual elements from separating when exposed to fire, which can lead 
to increased localised charring between the SCL elements (O'Neill et al., 
2001). Proper caution should be taken when built-up SCL elements are 
required to provide some level of fire resistance. 


1.3.5 Glued laminated timber 


Glued laminated timber, also called glulam, can be defined as *a product 
made from suitable selected and prepared pieces of wood bonded together 
with an adhesive whether in a straight or curved form with the grain of all 
pieces essentially parallel to the longitudinal axis of the member” (ASTM 
D9). Its manufacturing allows for small or large structural elements, either 
straight or curved. 

Glulam is one of the oldest engineered wood products and still much used 
in the timber construction market. According to Williamson (2002), glued 
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laminated timber was first patented in Switzerland in the 1890s. It was 
then first used in the United States in the construction of the USDA Forest 
Products Laboratory in Madison (WI). 

As with other EWPs, the main advantages of glulam are the efficient 
use of the timber resource, higher strength and stiffness and longer spans. 
Glulam is typically used as beams, columns, lintels and joists, with some 
applications as planks and decking in post-and-beam and mass timber con- 
structions (see Figure 1.15). Given their flexibility to meet various shapes, 
they are also the most widely used EWP for the design and manufacturing 
of long-span arches. Moreover, being manufactured at an initial low mois- 
ture content, glulam tends to be more dimensionally stable than traditional 
sawn timber when subjected to varying degrees of moisture content during 
service. 

The layup (or configuration) of glued laminated timber is based on the 
theory of composite materials, where each lamination has its own strength 
and stiffness characteristics and is positioned to result in effective strength 
and stiffness of the finished cross-section. Typically, laminations with 
the greatest mechanical properties are positioned towards the outer sur- 
face (also called tension laminations), where the axial stresses are at their 
maximum in a flexural element. Lower quality timber is used within the 
core (also called core laminations), with some intermediate requirements 
in between. 

The manufacturing of glued laminated timber is usually regulated by 
the applicable building codes and standards. In Canada, glued laminated 
timber is manufactured in accordance with CSA O122 standard and manu- 
facturing plants are to conform with CSA O177. In Europe the product 
standard is EN 14080, and in Australia/New Zealand AS/NZS 1328.1. 
These standards provide the minimum requirements for the materials to be 
used such as the timber and adhesives, as well as the minimum requirements 


Figure 1.15 Structural glued laminated timber: (a) Post-and-beam construction using 
glulam and prefabricated wood I-joists (photo FPInnovations); (b) Curved 
beams and decking at ATCO commercial centre in Canada (photo Western 
Archrib). 
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for qualification testing and quality control. With respect to the fire perfor- 
mance of adhesives used in glued laminated timber, an international survey 
highlighted significant differences exist between countries (Wiesner et al., 
2018). As such, it is strongly recommended to consult the appropriate stan- 
dards accreditation bodies for assessing whether imported glued laminated 
timber is suitable and conforms to the applicable building codes and stan- 
dards in the importing country. Effects of glueline fire performance can be 
found in Chapters 2, 3, 6 and 7. 

Glued laminated timber has excellent inherent fire performance. The 
large cross-section allows for structural elements to char slowly and at 
a predictable rate, allowing them to sustain the applied loads for a long 
duration. Structural fire resistance of glued laminated timber can therefore 
be determined based on the same design principles as those detailed in 
Chapter 7. 

Moreover, some countries such as Canada and the United States pro- 
vide special provisions for fire-resistance-rated glued laminated timber 
beams, without specific calculations being necessary. For example, a beam 
requiring a one-hour fire resistance rating when exposed to fire from three 
sides (top is protected) shall be manufactured to the layups specified in 
the manufacturing standards, except that one core lamination shall be 
removed and one 38 mm thick outer tension lamination added on the bot- 
tom (see Figure 1.16). When such special manufacturing is made, the glued 
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Figure 1.16 Manufacturing provisions for fire-resistance-rated glulam beams, as pre- 
sented in CSA O86: (а) No fire resistance rating; (b) l-hr fire resistance 
rating; (c) 2-hr fire resistance rating. 
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laminated timber beams should have a mark (stamp) specifying their fire 
resistance rating. 


1.3.6 Mass timber panels 


Mass timber panels, or plates, are essentially large timber panels used as 
floors, roofs and wall panels. They were traditionally used in old timber 
buildings made of “mill floors”, but, with advances in timber engineer- 
ing and manufacturing processes, new mass timber panels have recently 
emerged such as cross-laminated timber (CLT), mechanically laminated 
timber (MLT), mass plywood panels and mass OSB panels. 

CLT is defined as “a prefabricated engineered wood product made of at 
least three orthogonal layers of graded sawn lumber or structural compos- 
ite lumber (SCL) that are laminated by gluing with structural adhesives” 
(ANSI/APA 2019). In Europe the definition is similar, but the need for fire- 
resistant adhesives is not mentioned (EN 16351). Laminating orthogonally 
allows for enhanced dimensional stability and for bi-directional structural 
elements. However, CLT panels are mainly used as uni-directional struc- 
tural elements where the laminations oriented along the strength axis carry 
most of the applied stress. Typically, the strength axis, or major direction, is 
oriented towards the longitudinal dimension of the CLT (e.g. span of a floor 
panel or height of a wall panel). Figure 1.17a illustrates a typical CLT panel. 

As with glued laminated timber, manufacturing standards such as ANSI/ 
APA PRG 320 for use in North America CLT specifies the minimum require- 
ments for the materials to be used such as the timber and adhesives, as well 
as the minimum requirements for qualification testing and quality control. 
In Europe, CLT should comply with EN 16351, although it is not yet adopted 
by the European Commission as a formal European standard. Canadian, 
American and Swedish handbooks are also available to provide design infor- 
mation until the product becomes recognised in building codes (Karacabeyli 
& Douglas, 2013; Karacabeyli & Gagnon, 2019; Swedish Wood, 2019). 

CLT is a relatively new EWP, and most building codes and standards do 
not fully address the use of this product. The international survey referenced 


Figure 1.17 Mass timber panels: (а) Cross-laminated timber (Photo APA Wood); (b) 
Dowel-laminated timber panels (Photo StructureCraft). 
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in Section 1.3.5 with respect to fire performance of adhesives in engineered 
wood products highlighted significant differences between countries 
(Wiesner et al., 2018). It is therefore strongly recommended to consult the 
appropriate standards accreditation bodies for assessing whether imported 
CLT is suitable and conforms to the applicable building codes and stan- 
dards in the importing country. Effects of glueline fire performance can be 
found in Chapters 2, 3, 6 and 7. 

CLT has excellent inherent fire resistance. The large cross-section allows 
for the elements to char slowly and at a predictable rate, allowing them to 
sustain the applied loads for a long duration. Structural fire resistance of 
CLT can therefore be determined based on the same design principles appli- 
cable to timber as those detailed in Chapter 7, where the thermal perfor- 
mance of adhesives is explained. Additional information on the separating 
function performance can be found in Chapter 6, while information about 
the detailing of CLT structures can be found in Chapter 9. 

Mechanically laminated timber (MLT) is an engineered wood product 
made by connecting graded timber laminations on edge with mechanical 
connectors that are inserted through the wide face of the laminations. MLT 
panels are typically used as one-directional structural elements and can be 
manufactured with various profiles for aesthetic purposes or to improve 
acoustic performance. While technical guides about best practices are 
available (BSLC, 2017a and 2017b), there are currently no manufacturing 
standards for MLT, with the exception of a Canadian standard under devel- 
opment covering the manufacturing, testing and quality control of MLT 
(CSA 0125), planned for publication in 2022. 

The oldest form of MLT panel is most likely nail-laminated timber 
(NLT), which was used as “mill floor” in historic timber buildings. NLT 
is a solid wood structural element consisting of lumber planks oriented on 
edge and fastened together with nails. NLT is usually tightly manufactured 
with lumber of a moisture content no greater than 19 %, which can result 
in some gaps appearing between boards once the product is conditioned 
during its service life. Some manufacturers have stringent manufacturing 
requirements for a lower moisture content and might not exhibit similar 
dimensional changes. 

Dowel-laminated timber (DLT) is a relatively new MLT product that 
has recently emerged in Canada (see Figure 1.17b). DLT is a solid wood 
structural panel created by placing lumber planks oriented on edge and 
friction-fastening the laminations together with hardwood dowels. It does 
not require any adhesives or metallic fasteners. DLT is usually tightly man- 
ufactured with lumber of a moisture content no greater than 19% at the 
time of inserting the wood dowels, which can result in some gaps appearing 
between lumber boards once the product is conditioned during its service 
life. Similar to NLT, the use of stringent manufacturing requirements with 
a lower moisture content might result in smaller dimensional changes. 
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NLT and DLT may have a slightly less reliable fire performance than 
glued wood panels. NLT and DLT which are manufactured with tightly 
clamped laminations char at a slow, predictable rate, and their structural 
fire resistance can therefore be determined based on the same design prin- 
ciples as those detailed in Chapter 7. However, due to potential dimensional 
changes and gaps forming between boards, additional precautions might 
be needed to fulfil the separating function. See Chapter 6 for additional 
information on the separating function performance. It is recommended to 
consult with the NLT and DLT manufacturers for guidance on gap toler- 
ances and dimensional changes for fire design. 

The final categories of mass timber panels are those made of plywood, 
LVL or OSB layers bonded with a structural adhesive and pressed to forma 
solid panel. The resulting product is similar to CLT, with the exception that 
they are usually parallel laminated (not orthogonal). Mass plywood panels 
can also be made of LVL layers so that they are all oriented in the longi- 
tudinal (strength) direction. These products are typically manufactured as 
built-up elements obtained with a secondary face-gluing process. Their fire 
performance and charring behaviour can be assumed to be similar to tra- 
ditional sawn timber, provided that the adhesive used for secondary gluing 
is a structural adhesive meeting the requirements for elevated temperatures 
and fire conditions. Structural fire resistance of mass plywood and OSB 
panels can therefore be determined based on the same design principles as 
those detailed in Chapter 7. There are currently no manufacturing stan- 
dards for glued mass timber panels made from plywood, LVL or OSB. 


1.3.7 Wood-based panels 


The last category of wood products refers to the thin wood-based panels 
typically used in light timber frame construction. These are panels made 
from veneers, strands and wood fibres, or a combination of these materials. 
Wood-based panels can be used as floor and roof sheathing, floor and roof 
diaphragms, wall sheathing and shear walls, as well as a manufacturing 
component such as the web panel in prefabricated wood I-joists. Figure 1.18 
shows some wood-based panels commonly used in timber construction. 
Plywood was the first glued wood-based panel ever used, with appar- 
ently a background in ancient Egypt. Plywood is manufactured using layers 
of veneers bonded orthogonally with a structural and moisture-resistant 
adhesive. It is usually made of an odd number of layers where the outer lay- 
ers and all odd-numbered layers are oriented in the direction of the panel 
length, i.e. the strength direction (ASTM D5456). Its orthogonal configura- 
tion allows for minimising dimensional changes while maximising strength 
and stiffness. CLT has essentially been designed based on the principles 
of plywood but using much thicker layers of timber as opposed to thin 
veneers. Structural plywood panels are manufactured in accordance with 
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Figure 1.18 Wood-based panels: (a) plywood (photo APA wood), (b) OSB (photo APA 
Wood). 


regional standards such as CSA 0151, PS 1, EN 13986 and AS/NZS 2269.0. 
Several types of structural plywood can be found depending on the species 
group and grade of the veneers and its bond classification (interior, exte- 
rior, marine, etc.). Plywood can also be a decorative wood panel intended 
for interior use only. When used as an interior finish material, the surface 
veneer typically consists of hardwood and is bonded to an assembly of soft- 
wood veneers, timber, particleboard or medium-density fibreboard (MDF). 

The second type of wood-based panel is the Oriented Strand Board 
(OSB). This product is comprised primarily of wood strands bonded with 
a moisture-resistant adhesive under heat and pressure (ASTM D1038). 
Following a similar manufacturing principle as plywood, OSB is fabricated 
of compressed strands arranged in orthogonal layers, where the strands in 
the face layers are generally aligned in the direction of the panel length, 
i.e. the strength direction. OSB panels typically have a non-skid surface on 
one side for safety on the construction site for roof applications. In addi- 
tion to floor, roof and wall applications, OSB is also widely used as rim 
boards in light timber frame construction. When combined with engineered 
wood joists (I-joists or trusses), OSB rim boards are cut to the exact depth 
and exhibit a better dimensional stability than a traditional sawn timber 
rim board. Structural OSB panels are manufactured in accordance with 
regional standards, such as CSA 0325, PS 2 and EN 13986. 

The last category of wood-based panels is medium-density fibreboards 
(MDF), high-density fibreboards (HDF), and particleboards. MDF and 
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HDF are composite panel products composed primarily of wood fibres 
bonded with adhesives and cured under heat and pressure. At the time 
of manufacturing, MDF density is usually between 500 and 1000 kg/m3 
(ASTM D1554). HDF has a higher density than MDF, with no specific 
targets. Particleboards are similar in manufacturing to MDF but use wood 
particles rather than fibres. MDF, HDF and particleboards are usually 
used as decorative panels. When used as structural panels, such as webs in 
I-joists, they need to be tested accordingly so that their mechanical proper- 
ties are evaluated and determined correctly. The European product stan- 
dard for wood-based panels is EN 13986. 

Wood-based panels are usually manufactured thinner than panels of 
timber, SCL, glued laminated timber and mass timber and tend to exhibit 
faster charring rates than the other wood products detailed in this chapter. 
As an example, EN 1995-1-2 specifies a one-dimensional charring rate of 
0.90 mm/min for a wood-based panel of 450 kg/m3 and at least 20 mm 
in thickness, while timber with a characteristic density of 290 kg/m? or 
greater would have a rate of 0.65 mm/min. Chapter 7 provides the char- 
ring rate adjustment factor when a wood-based panel is less than 20 mm 
in thickness. Their performance against flame-through is also of utmost 
importance so that the separating function of a floor, roof or wall assembly 
is maintained adequately. In Europe a test method (EN 14135) is specified 
to determine the fire protection ability of coverings, with more information 
in Chapter 6. The flammability/reaction to fire characteristics is explained 
in Chapter 5. 


1.4 CONCLUSION 


This chapter introduces timber structures and wood products. Some build- 
ing codes may limit the use of timber and wood products, either for struc- 
tural elements or interior finish materials, but these materials are being 
used throughout the world in many types of buildings and occupancies. 
With the increasing demand for sustainable buildings and performance- 
based design, it is expected that timber will gain even more popularity in 
the near future. Fire performance of timber structures and wood products 
can be evaluated by the guidance and design methods detailed in the fol- 
lowing chapters. 

One of the main advantages of timber structures is the variety of systems 
that can be designed and constructed to suit almost any need and to pro- 
vide the level of fire performance required in building codes. Traditional 
light timber frame construction remains the most economical system, 
widely used in low-rise and mid-rise buildings. Innovative systems such as 
modern post-and-beam construction, mass timber construction, long-span 
and hybrid structures allow for expanding the use of timber in impressive 
and innovative structures, such as taller buildings. Prefabrication of timber 
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elements and modules is also gaining popularity, due to the speed of con- 
struction, increased building control and waste reduction at the job site. 

Another factor facilitating the use of timber in buildings is the variety 
of products available to designers. A broad range of structural engineered 
wood products has been developed over recent years to provide high-valued 
timber products through more efficient use of the raw material. For most 
countries, timber and engineered wood products are required to be man- 
ufactured, tested and evaluated by applicable standards. Quality control 
procedures are usually required to ensure high-quality end products and 
buildings with acceptable fire safety. 


REFERENCES 


ANSI/APA PRG 320 Standard for Performance-Rated Cross-Laminated Timber. 
ANSI/APA APA – The Engineered Wood Association, Tacoma, WA. 

AS 1720.5 Timber Structures — Part 5 Nail-Plated Timber Roof Trusses. Standards 
Australia, Sydney, NSW. 

AS 2858 Timber – Softwood – Visually Stress-Graded for Structural Purposes. 
Standards Australia, Sydney, NSW. 

AS/NZS 1328.1 Glued Laminated Structural Timber – Performance Requirements 
and Minimum Production Requirements. Standards Australia, Sydney, NSW. 

AS/NZS 1748 Timber – Mechanically Stress-Graded for Structural Purposes. 
Standards Australia, Sydney, NSW. 

AS/NZS 2269.0 Plywood – Structural – Part 0: Specifications. Standards Australia, 
Sydney, NSW. 

AS/NZS 4357.0 Structural Laminated Veneer Lumber — Part 0 Specifications. 
Standards Australia, Sydney, NSW. 

ASTM D9 Standard Terminology Relating to Wood and Wood-Based Products. 
ASTM International, West Conshohocken, PA. 

ASTM D1038 Standard Terminology Relating to Veneer, Plywood, and Wood 
Structural Panels. ASTM International, West Conshohocken, PA. 

ASTM D1554 Standard Terminology Relating to Wood-Base Fiber and Particle 
Panel Materials. ASTM International, West Conshohocken, PA. 

ASTM D5055 Standard Specification for Establishing and Monitoring Structural 
Capacities of Prefabricated Wood I-Joists. ASTM International, West 
Conshohocken, PA. 

ASTM D5456 Standard Specification for Evaluation of Structural Composite 
Lumber Products. ASTM International, West Conshohocken, PA. 

ASTM E119 Standard Test Methods for Fire Tests of Building Construction and 
Materials. ASTM International, West Conshohocken, PA. 

BSLC (2017а) Nail-Laminated Timber — Canadian Design & Construction Guide 
v1.1. Binational Softwood Lumber Council, Surrey. 

BSLC (20175) Nail-Laminated Timber — US Design & Construction Guide v1.0. 
Surrey Binational Softwood Lumber Council, Surrey. 

CAN/ULC-S101 Fire Endurance Tests of Building Construction and Materials. 
Underwriters Laboratories of Canada, Toronto, ON. 


Timber structures and wood products 31 


Chamberland, V., Kinuani, N., Ngo, A. & Li, J. (2020) Expanding Wood-Use 
towards 2025 Trends in Non-Residential and Multi-Family Construction 
(Project No. 301013618). FPInnovations, Pointe-Claire, QC. 

CSA O86 Engineering Design in Wood. CSA Group (Product Certification & 
Standards Development), Mississauga, ON. 

CSA 0122 Structural Glued-Laminated Timber. CSA Group, Mississauga, ON. 

CSA 0125 Mechanically Laminated Timber – Production and Qualification 
Specifications (Draft). CSA Group, Mississauga, ON. 

CSA 0151 Canadian Softwood Plywood. CSA Group, Mississauga, ON. 

CSA 0177 Qualification Code for Manufacturers of Structural Glued-Laminated 
Timber. Canadian Standards Association, Mississauga, ON. 

CSA 0325 Construction Sheathing. CSA Group, Mississauga, ON. 

Dagenais, C. (2014) Analysis of Full-Scale Fire-Resistance Tests of Structural 
Composite Lumber Beams (Project No. 301009338). FPInnovations, Pointe- 
Claire, QC. 

EAD 130367-00-0304 Composite Wood-Based Beams and Columns. EOTA 
European Organization for Technical Assessment, Brussels. 

EN 300 Oriented Strand Boards (OSB) – Definitions, Classification and 

Specifications. CEN European Committee for Standardization, Brussels. 

EN 1363-1 Fire Resistance Tests — Elements of Building Construction — Part 

1: General Requirements. CEN European Committee for Standardization, 

Brussels. 

EN 13986 Wood-Based Panels for Use in Construction — Characteristics, 

Evaluation of Conformity and Marking. European Standard. CEN European 

Committee for Standardization, Brussels. 

EN 14081 Timber Structures — Strength Graded Structural Timber with 

Rectangular Cross Section — Part 1: General Requirements. CEN European 

Committee for Standardization, Brussels. 

EN 14135 Coverings — Determination of Fire Protection Ability. CEN European 
Committee for Standardization, Brussels. 

EN 14250 Timber Structures – Product Requirements for Prefabricated Structural 

Members Assembled with Punch Metal Plate Fasteners. CEN European 

Committee for Standardization, Brussels. 

EN 14374 Timber Structures - Laminated Veneer Lumber — Requirements. CEN 

European Committee for Standardization, Brussels. 

ЕМ 16351 Timber Structures – Cross Laminated Timber — Requirements. CEN 

European Committee for Standardization, Brussels. 

EN 1995-1-2 (2004) Eurocode 5 — Design of Timber Structures, Part 1-2: General 
- Structural Fire Design. CEN, European Committee for Standardization, 
Brussels. 

ICC (20212) International Building Code. International Code Council, Washington, 
DC. 

ICC (2021b) Performance Code for Buildings and Facilities. International Code 
Council, Washington, DC. 

ISO 6707-1 Buildings and Civil Engineering Works — Vocabulary — Part 1: General 
Terms. International Organization for Standardization, Geneva. 

Karacabeyli, E. & Douglas, В. (2013) CLT Handbook – US Edition. FPInnovations, 
Pointe-Claire, QC. 


32 Christian Dagenais et al. 


Karacabeyli, E. & Gagnon, S. (2019) Canadian CLT Handbook – 2019 Edition. 
FPInnovations, Pointe-Claire, QC. 

LVL Handbook (2020) Europe, 2nd Edition. FFWI Federation of the Finnish 
Woodworking Industries, Helsinki. 

NBCC (2015) National Building Code of Canada. National Research Council 
Canada, Ottawa, ON. 

NLGA Standard Grading Rules for Canadian Lumber. National Lumber Grades 
Authority, Vancouver, BC. 

O'Neill, J., Carradine, D., Moss, P. J., Fragiacomo, M., Dhakal, R. & Buchanan, А. 
H. (2001) Design of Timber-Concrete Composite Floors for Fire Resistance. 
Journal of Structural Fire Engineering, vol. 2 (3), pp. 231-242. 

PS 1 Structural Plywood, Voluntary Standard. NIST National Institute of Standards 
and Technology, Gaithersburg, MD. 

PS 2 Performance Standard for Wood Structural Panels. NIST National Institute 
of Standards and Technology, Gaithersburg, MD. 

Swedish Wood (2019) Tbe CLT Handbook. Stockholm, Sweden. 

TPIC Truss Design Procedures and Specifications for Light Metal Plate Connected 
Wood Trusses. Truss Plate Institute of Canada. 

White, R. H. (2000) Charring Rate of Composite Timber Products. Forest Products 
Laboratory, Madison, WI. 

Wiesner, F., et al. (2018) Requirements for Engineered Wood Products and Their 
Influence on the Structural Fire Performance. Proceedings WCTE 2018 
World Conference on Timber Engineering, Seoul. 

Williamson, T. G. (2002) APA Engineered Wood Handbook. McGraw-Hill, New 
York. 


Chapter 2 


Fire safety in timber buildings 


Andrew Buchanan, Andrew Dunn, 
Alar Just, Michael Klippel, Cristian Maluk, 
Birgit Ostman and Colleen Wade 


CONTENTS 


Scope of chapter 


2:1 


2.2 


2:3 


2.4 


2.5 


2.6 


2.7 


Fire safety goals 

2.1.1 Life safety 

2.1.2 Property protection 

2.1.3 Insurance views 

Special considerations for timber buildings 

2.2.4 Influence of exposed timber surfaces 

2.2.2 Exposed timber 

2.2.3 Recent reports and guidance on fire safety in timber 
buildings 

Fire development 

2.3.1  Time-temperature curve 

Designing for fire safety 

241 Human behaviour 

2.4.2 Access and equipment for firefighters 

2.4.3 Fire detection 

2.4.4 Active fire protection 

2.4.5 Passive fire protection 

Controlling spread of fire 

2.5.1 Fire spread within room of origin 

2.5.2 Fire spread to adjacent rooms on the same level 

2.5.3 Fire spread to other storeys 

2.5.4 Fire spread to other buildings 

Fire safety design methods 

2.6.1 Prescriptive codes and performance-based codes 

2.6.2  Trade-offs/alternative fire design 

Fire severity 

2.7.1 Code environment 

2.7.2 Fire design time 

2.7.3 | Calculation methods 


DOI: 10.1201/9781003190318-2 


33 


34 Andrew Buchanan et al. 


2.8 Еге resistance 50 
2.8.1 Objectives of fire resistance 50 

2.8.2 | Components of fire resistance 51 
Structural adequacy 51 

Integrity 51 

Insulation 51 

2.8.3 Structural fire resistance 52 

2.9 Timber protection 53 
2.9.1 Encapsulation 53 

2.9.2 Partial encapsulation 54 

2.9.3 Time to start charring and encapsulation falloff times 55 

2.10 Design for the full duration of the fire 55 
2.10.1 Burnout 55 
2.10.2 Design to withstand burnout 56 
2.10.3 Self-extinguishment 57 
2.10.4 Structural design to withstand burnout 57 
2.10.5 Glueline failure 58 

2.11 Special provisions for tall timber buildings 58 
2.12 Fire safety during construction 59 
2.13 Research needs 60 
References 60 


SCOPE OF CHAPTER 


This chapter provides an overall description of the strategy for delivering 
fire safety in timber buildings. As in the design of all buildings, the goals are 
to provide life safety for occupants, safe access for firefighters and protec- 
tion of affected property. It is essential to control the severity and duration 
of any accidental fire and prevent it from spreading elsewhere in the build- 
ing. Àn important design objective for timber buildings is to control the 
burning or charring of exposed timber or protected timber, because this 
can add to the fuel load, and it will reduce the load capacity of structural 
timber members due to loss of cross section. Many of the topics introduced 
here are expanded on in the following chapters. 


2.| FIRE SAFETY GOALS 


The primary goal of building design for fire safety is to manage the conse- 
quences of an accidental fire by reducing the probability of death or injury 
for occupants and enabling appropriate firefighting intervention (Buchanan 
and Abu, 2017). Secondary fire safety goals may relate to business interrup- 
tion, controlling property loss, protection of heritage values or environmen- 
tal protection. 
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The balance between life safety, property protection and other goals 
may vary in different countries, depending on the type of building and 
its occupants, and the objectives of the local building code and other 
stakeholders. 

A summary of fire codes and regulations in different regions of the world 
is given in Chapter 4. Chapter 11 describes relevant concepts of perfor- 
mance-based design and risk assessment for fire safety in buildings. Fire 
dynamics in enclosures and reaction to fire performance for materials and 
assemblies are covered in Chapters 3 and 5, respectively. Structural per- 
formance of timber is covered in Chapters 7 and 8, and prevention of fire 
spread within buildings is covered in Chapters 6 and 9. 


2.1.1 Life safety 


The main life safety objectives are to ensure safe escape paths for occupants 
and the safety of firefighters. For safe escape, it is necessary to alert occu- 
pants to the fire, provide suitable escape paths, and ensure that they are not 
adversely affected by fire or smoke while escaping through those paths to 
a place of safety. Safe conditions in escape paths can be enhanced by com- 
partmentation (see Chapter 6) and by limiting the use of combustible wood 
surfaces in escape routes, as explained in Chapter 5. 

Many important aspects of life safety in human design for fire safety 
are beyond the scope of this text. Readers should look elsewhere for guid- 
ance on topics such as detection and alarm systems, design of egress routes, 
smoke control and tenability. An excellent reference is the SFPE Handbook 
of Fire Protection Engineering (SFPE, 2016). 

In some buildings, it is necessary to provide safety for occupants with 
reduced mobility or other disabilities – for example, in hospitals, age-care 
or child-care centres, or in refuge areas during a phased evacuation. This 
requires more stringent fire safety precautions to make sure that the spread 
of fire and smoke is adequately controlled. 

In the fire design of all buildings, it is essential to consider the safety of 
firefighters who may need to enter the building to carry out rescue and/or 
firefighting activities. 


2.1.2 Property protection 


The main objective of property protection is to protect the building 
structure itself (load-bearing and non-load-bearing structure) and the 
contents inside the building from fire damage. This need may also extend 
to neighbouring buildings or other adjacent infrastructure. Additional 
measures of protection may be necessary to minimise disruption of the 
building’s operation after a fire – for example, in a hospital building or 
a fire station. 
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Other objectives may be to prevent fire damage to heritage buildings. 
Wider impacts to the environment and to the community may also need to 
be considered. Most building codes do not provide guidance when it comes 
to post-fire reinstatement of buildings. 


2.1.3 Insurance views 


Insurance companies have reacted in different ways on modern timber 
buildings. Some companies have insured in the same way as for similar 
buildings with traditional materials, while others have been reluctant to 
insure larger timber buildings. There are very few guidelines being issued, 
probably due to competition between insurance companies. However, a 
recent UK summary of insurance views was published by RISC Authority 
(2022). Canadian wood industry views have also been published (McLain 
et al., 2021). 

One issue is that insurance companies do not use the same categories 
as building codes, as they have their own classification systems with more 
interest in “property protection" than “life safety." In addition to fire safety, 
a major insurance concern is the risk of water damage from plumbing leaks 
or poor weathertightness, but little data is available. One example is the 
Canadian experience in the rehabilitation of mass timber following fire and 
sprinkler activation (Ranger, 2019). 

The two main strategies for preventing severe fire damage to property 
are (1) ensuring the fire is contained to the compartment where it originates 
and (2) preventing loss of structural capacity resulting in the collapse of any 
part of the structure. These are achieved by providing adequate fire resis- 
tance to key parts of the building, as described below. 


2.2 SPECIAL CONSIDERATIONS 
FOR TIMBER BUILDINGS 


The following sections describe major differences between timber buildings 
and buildings of non-combustible materials, which need to be addressed in 
the design for fire safety. 


2.2.1 Influence of exposed timber surfaces 


The rate of growth, intensity, duration, and extent of a fire in a timber 
building is influenced by the amount of timber surface exposed inside the 
building. Non-structural timber surfaces may include flat or decorative lin- 
ings on walls and ceilings. Exposed timber floors also need to be consid- 
ered. Structural timber elements can have large or small surfaces exposed 
in mass timber buildings. Figures 2.1 and 2.2 show typical rooms in timber 
buildings with different amounts of exposed structural timber. 
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Figure 2.1 Buildings with exposed structural timber panels: a) wall and ceiling timber 
panels exposed; b) timber ceiling exposed (photos A. Buchanan). 


Figure 2.2 Buildings with exposed structural timber members: a) timber columns only 
exposed; b) timber beams and columns exposed (Photos A. Buchanan). 


Building codes in different countries restrict the area of visible timber in 
different ways, with three main objectives: 


1. During the incipient phase or early growth phase of a fire, it is impor- 
tant to control flame spread over timber surfaces. This could require 
the timber to be protected with limited-combustible or non-combusti- 
ble lining materials (which do not need to be tested for fire resistance) 
or treated with a fire retardant or intumescent coating as described in 
Chapter 5 

2. During the fully developed stage of the fire, it is important to prevent 
or reduce the charring of timber, which will result in additional fuel 
load and therefore increase the intensity and duration of the fire, as 
described in Chapter 3. This may require timber surfaces to be pro- 
tected with encapsulation material, as discussed in Section 2.9 and in 
Chapter 6 

3. Towards the end of the predicted design fire, it is essential to ensure 
that charring is not sufficient to cause the collapse of critical structural 
timber elements or connections, as discussed in Chapters 7 and 8 
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2.2.2 Exposed timber 


There is often an aesthetic dilemma in the design of timber buildings. 
Many building owners, occupants and their architects want to see as 
much wood as possible, structural or non-structural, whereas the fire 
engineers may need to protect some or all of the timber using some form 
of encapsulation to meet the fire safety strategy. This need for encapsu- 
lation is to prevent or reduce burning or charring wood from becoming 
an excessive additional fuel load. Law and Hadden (2020) suggest it is 
essential that designers recognise the feedback loop between the timber 
structure and the fire dynamics, and either provide full encapsulation or 
demonstrate that burnout will occur. As buildings become taller, the asso- 
ciated risks, both in terms of the likelihood of fire and consequences of 
failure, also increase. This leads to the conclusion that the taller the build- 
ing, the greater the fire protection required, which may require more of 
the timber to be covered with fire protective materials or other strategies, 
as discussed later in this chapter. 


2.2.3 Recent reports and guidance on 
fire safety in timber buildings 


Over the past decade, several international reports addressing fire safety in 
timber buildings have been published, including those listed below: 


Technical Guidelines for Europe (Ostman et al., 2010) 

Fire Safety Challenges of Tall Wood Buildings (Gerard et al., 2013) 
Tall Wood Buildings in Canada (FPI, 2013a) 

Use of Timber in Tall Multi-Storey Buildings (Smith and Frangi, 2014) 
Fire Resistance of Timber Structures NIST White Paper (Buchanan 
et al., 2014) 

e Fire Safety Challenges of Tall Wood Buildings (NFPA, 2018) 

e Fire Safety Challenges of Green Buildings and Attributes (Meacham 
and McNamee, 2020) 


There are several more specialised guidance documents for fire safety in 
timber buildings constructed from cross-laminated timber (CLT), including 
the following: 


US CLT Handbook (FPI, 2013b) 

Cross-laminated timber construction – an introduction (STA, 2015) 
Canadian CLT Handbook (FPI, 2019a) 

Swedish CLT Guide (SW, 2019) 

Engineered Wood Construction Guide (APA, 2019) 

Structural Timber Buildings Fire Safety in Use Guidance. Volume 6 – 
Mass Timber (STA, 2020) 
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All these reports confirm that well-designed timber buildings can be 
designed to an equivalent level of safety to that usually obtained for non- 
timber buildings. Careful design is needed to ensure that safety is achieved 
in all credible fire scenarios. All of the reports recommend automatic fire- 
sprinkler systems for tall timber buildings. 

These reports generally recommend some of the structural timber be 
protected by full or partial encapsulation, but there is no consensus on 
the amount of encapsulation required. Most of the reports do not consider 
design to withstand burnout after the decay phase of an uncontrolled fire. 
Some of them refer to design for self-extinguishment, but they do not con- 
sider the practical difficulties of achieving this or its lack of definition, see 
Section 2.10.3. 


2.3 FIRE DEVELOPMENT 


The process of fire development in a typical fire can be illustrated by a time- 
temperature curve. This section provides a brief description of fire behav- 
iour within a compartment, which is explained in more detail in Chapter 3. 


2.3.1 Time-temperature curve 


A time-temperature curve can illustrate the process of fire development in 
a typical fire. Figure 2.3 shows a typical time-temperature curve for the 
complete process of fire development inside a small compartment, e.g. a 
flat, assuming the fire is not suppressed or extinguished in any way. Not all 
fires follow this development because some fires go out naturally and others 
do not reach flashover, especially if the fuel item is small and isolated or if 
there is insufficient air to support continued combustion. Table 2.1 shows a 
summary of the main stages of fire behaviour relative to the active or pas- 
sive design features that can be put in place. 


Fully 


Growth developed 


Incipient Decay 


Temperature 


Burnout 


Ignition Flashover Time 


Figure 2.3 Indicative time-temperature curve for full process of fire development. 
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Table 2.1 Summary of stages of typical fire development in a small compartment 


Stage 
Design 
feature Incipient Growth Fully developed Decay 
Fire Heating of Fuel controlled Ventilation-controlled ^ Fuel 
behaviour fuel burning burning controlled 
burning 
Human Prevent Extinguish by hand, _ Untenable 
behaviour ignition alert others, 
escape 
Fire Smoke Smoke detectors, Smoke and flame visible externally 
detection detectors heat detectors, 
etc. 
Active Prevent Extinguish by Control by firefighters 
protection ignition sprinklers or 
firefighters. 
Control smoke 
Passive Control of | Select materials Provide fire resistance to contain the 
protection materials with resistance to fire, prevent collapse and add 


flame spread robustness 


In the incipient stage of fire development, heating of potential fuel takes 
place with the area of heating remaining small, confined and typically 
undetected. Ignition is the start of flaming combustion, marking the transi- 
tion to the growth stage. During the growth stage, a typical fire will spread 
at a rate that depends on the type of fuel and its distribution across the 
floor plan. The growth of the fire will essentially be driven by the ignition 
of unburned fuel, which is heated by radiation from the flaming combustion 
of burning fuel items. 

Hot gases will rise by convection and spread across the ceiling, forming 
a hot upper layer that radiates heat to fuel items lower in the compart- 
ment. If the upper-layer temperatures exceed about 500-600°C, the fuel 
at the ground level will ignite rapidly, resulting in a rapidly spreading 
fire, leading to flashover, which is the transition from the growth stage 
to the fully developed stage (often referred to as “full room involvement” 
or a “post-flashover” fire). Combustible timber surfaces used as wall or 
ceiling linings can contribute to rapid fire growth and contribute to early 
flashover. 

The rate of burning in the growth stage is generally controlled by the 
nature and layout of the burning fuel surfaces, whereas during the fully 
developed stage, the intensity of the fire is usually controlled by the ventila- 
tion conditions, as a “ventilation-controlled fire.” It is the fully developed 
stage of the fire that generally impacts structural elements and compart- 
ment boundaries. The duration of the fully developed stage depends on the 
ventilation and the amount of fuel available, including any contribution of 
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the burning timber structure to the fuel load, as described in Chapter 3. If 
the fire is left to burn, eventually the available fuel will be consumed and 
temperatures will drop in the decay stage, when the rate of burning again 
becomes a function of the fuel itself rather than of the available ventilation. 
The reduction of gas temperatures during the decay phase will depend on 
the amount of ventilation available. Structural failure can occur during the 
decay stage if charring continues to reduce the adequacy of structural mem- 
bers during this period. 

The term burnout has been used to describe the end of an uncontrolled 
fire in a compartment when all the available fuel has been consumed and 
the compartment temperatures continue dropping to near ambient. For 
burnout to be a part of a successful fire safety design, the fire must be 
contained in the fire compartment with no structural collapse and with 
no spread of fire through the compartment boundaries (i.e., walls, ceiling 
and floor). However, in timber structures, charring wood may continue 
to smoulder slowly after all other fuel is consumed at the end of the decay 
stage, so final extinguishment will need intervention and application of 
water by firefighters. 

The time to the end of the decay stage cannot be determined accurately 
because there are so many variables, but it can be estimated with several 
calculation methods some of which were developed for small compartments 
constructed with non-combustible materials. In a building with exposed 
structural timber, any burning or charring of wood must be added to the 
fuel-load calculations. 


2.4 DESIGNING FOR FIRE SAFETY 


The following sections briefly describe the overall means of designing for 
fire safety in buildings, with reference to Figure 2.3 and Table 2.1. For fire 
engineering design, buildings are often divided into “fire compartments” 
or “fire cells” of fire-resisting construction. A fire compartment may be a 
single room, a whole apartment or tenancy with several rooms, or the entire 
floor of a building. 


2.4.1 Human behaviour 


Occupants in the compartment where the fire starts may take action if they 
see or smell unusual signs of potential fire during the incipient stage when 
exposed fuel is being heated by some heat source. Many fires can be averted 
by occupants who prevent ignition by removing the fuel or eliminating the 
ignition source in the incipient stage. After ignition, the fire will grow, giv- 
ing occupants in the vicinity of the fire the opportunity to extinguish it 
while it is small if they are awake and mobile. Once the fire grows and 
begins to involve one or more items of furniture, it becomes more difficult 
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to extinguish by hand. Occupants who are mobile will have time to escape, 
if smoke or fire has not blocked the escape routes. Sprinklers activating in 
the room of fire origin will control the fire size or extinguish it completely. 
Even if sprinklers do not extinguish the fire, they will reduce the likelihood 
of the fire spreading rapidly, increasing the time available for occupants 
elsewhere in the building to escape safely. 

Conditions in the compartment of fire origin become life-threatening dur- 
ing the growth stage. Survival after flashover is extremely unlikely because 
of the extreme conditions of heat, temperature and toxic gases. Hazardous 
conditions may occur for occupants elsewhere in the building if they are 
not alerted to the fire and instructed to evacuate. It is important to note 
that compartmentation (i.e., the fire being contained to the compartment of 
origin) is sometimes not possible due to design characteristics (e.g., atriums) 
or due to unexpected failure of a fire-rated compartment (such as a wall, 
door or services penetration). 

To ensure life safety in a building, it is essential that the fire is detected 
and the occupants are alerted with sufficient time to reach a safe place 
before conditions become untenable. 


2.4.2 Access and equipment for firefighters 


As well as designing for the safe evacuation of occupants, it is critical that 
firefighters have safe access to enter the building and undertake search and 
rescue and firefighting activities. This is especially important for timber 
buildings where the load-bearing timber elements may continue to burn 
even after all the building contents have burned away. 

Using appropriate equipment, firefighters are able to operate in environ- 
ments that could be life-threatening to normal building occupants, but 
their safety remains paramount. Before entering a building, firefighters will 
ensure that there are safe paths for retreat, so the securing of safe entry and 
exit points from the building is of extreme importance. It is also impor- 
tant to provide nearby and safe street access for external firefighting and 
rescue by ladder trucks and other fire appliances which can reach up to 
about eight storeys. See Chapter 14 for a detailed description of firefighting 
considerations. 


2.4.3 Fire detection 


In the incipient stage of a fire, human detection may be possible by sight, 
smell or sound. A smoke-detector activating during this stage will alert 
occupants in the building that are not intimate with the fire. After ignition, a 
growing fire can be detected by the occupants (if present) or by a heat detec- 
tor. For typical burning fuel in a building, smoke detectors are more sensi- 
tive than heat detectors, especially for smouldering fires where there may 
be life-threatening smoke but little heat produced. Automatic fire sprinkler 
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systems are generally activated by heat. After flashover, neighbours may 
detect smoke and flames coming out of windows or other openings. 


2.4.4 Active fire protection 


Active protection refers to some fire control action taken by a person or an 
automatic device in the event of a fire. The most effective form of active fire 
protection is an automatic fire sprinkler system, which discharges water 
over a local area under one sprinkler head when it is activated by high tem- 
peratures in that locality. More than one sprinkler head will be activated if 
temperatures increase over a wider area of the ceiling. Well-designed sprin- 
kler systems will prevent small fires from growing larger and will extin- 
guish most fires completely. A sprinkler system must operate early in a fire 
to be useful because the water supply system is designed to tackle only a 
small or moderate fire, well before flashover occurs. Active fire protection is 
covered in more detail in Chapter 10. 

Active control of smoke movement requires the operation of fans or other 
devices to remove smoke from certain areas or to pressurise stairwells. This 
may require sophisticated control systems to ensure that smoke and toxic 
products are removed from the building and not circulated to otherwise 
safe areas. 

Occupants can prevent ignition if they become aware of hazardous situ- 
ations or if they extinguish relatively small fires before they spread further 
and grow in size. Firefighters can control or extinguish a fire, but only if 
they arrive before it gets too large for the capacity of their equipment. 
Time is critical because it takes time for detection, time for notification of 
the firefighters, and then time to travel to the fire, to locate the fire in the 
building and set up water supplies. Firefighters usually have insufficient 
water to extinguish a large post-flashover fire, in which case they can only 
prevent the fire from spreading and wait to extinguish it during the decay 
stage. 


2.4.5 Passive fire protection 


Passive fire protection refers to the systems that are built into the struc- 
ture or fabric of the building, not requiring external operation by people 
or automatic controls. For pre-flashover fires, passive control includes the 
selection of suitable materials for building construction and interior lin- 
ings that do not support rapid flame spread or smoke production in the 
growth stage (see Chapter 5). In fully developed fires, passive fire protection 
is provided by load-bearing or non-load-bearing structures and assemblies 
which will perform appropriately in the event of a fire — preventing the 
spread of the fire beyond the room of origin (i.e., compartmentation; see 
Chapter 6) and preventing the partial or complete collapse of the structure 
(see Chapters 7 and 8). 
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2.5 CONTROLLING SPREAD OF FIRE 


Several facets of fire protection are aimed at preventing small fires from 
growing in size or spreading into rooms outside the room of origin. The 
control of fire spread throughout the building is discussed below and split 
into four categories: (1) within the room of origin; (2) to other rooms on 
the same level; (3) to other storeys of the same building; and (4) to other 
buildings. 


2.5.1 Fire spread within room of origin 


The spread of fire within the room of origin depends largely on the heat 
release rate of the initially burning objects as well as the proximity and 
properties of any nearby combustible objects. Initial fire spread can result 
from flame impingement or radiant heat transfer from one burning item to 
another. As the fire grows, the movement of buoyant hot gases under the 
ceiling can cause the fire to spread to other parts of the room. The rate of 
internal fire spread will be increased if the room is lined with combustible 
materials susceptible to rapid flame spread on the walls and especially on 
the ceilings. Most countries have prescriptive codes that place limits on the 
combustibility or flame spread characteristics of linings in particular build- 
ings or parts of buildings, especially in areas used for fire evacuation by the 
building occupants (see Chapter 4). 

Unprotected wood-based materials are traditionally safer than most 
common plastic or synthetic materials used in furniture inside buildings, 
because they have a higher critical heat flux for ignition and a lower rate of 
flame spread. The early fire hazard properties of timber structures can be 
improved using fire retardant paints or chemical treatment, but these are 
not usually considered to improve the fire resistance of timber structures 
during fully developed fires. These topics are explored in more detail in 
Chapter 5. 


2.5.2 Fire spread to adjacent rooms 
on the same level 


The spread of fire and smoke to adjacent rooms has historically been a 
major factor resulting in deaths in building fires. The movement of fire and 
smoke depends very much on the layout and construction of the building. 
Open doors can provide a path for smoke and toxic combustion products 
to travel from the room of fire origin into the adjacent rooms or corridors. 
These hot gases can pre-heat the next area leading to the subsequent rapid 
spread of fire. People often die from smoke in an area remote from the room 
of fire origin. 

Consequently, most national building codes restrict the area in which 
a fire can develop so that it can be contained in one fire compartment (or 
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fire cell). In a residential building this fire compartment is often the whole 
apartment or residential unit consisting of several rooms. To contain the 
fire to one fire compartment, it must be surrounded by fire-resisting con- 
struction (also known as fire barriers or fire separations). Openings through 
fire barriers must have fire-rated closures such as fire doors to maintain the 
containment function of the barrier, both for smoke control and fire resis- 
tance. Self-closing doors must have reliable operating mechanisms. 

Concealed spaces at the interface between compartments are one of the 
most common paths for spread of fire and smoke. A hazardous situation 
may occur if there are concealed spaces that allow the spread of fire and 
smoke to adjacent fire compartments or to other rooms some distance from 
the fire. This is covered in Chapter 9. 

Fire can spread to adjacent rooms by penetrating the surrounding walls. 
Walls can be designed with sufficient fire resistance to prevent the spread 
of fully developed fires, but they must be constructed and maintained with 
attention to details if fire performance is to be ensured. Fire-resisting walls 
must extend to meet the horizontal fire separation or roof above. Walls at 
roof level should be extended above the roof line to form a parapet, or the 
roof can be fire-rated for some distance on either side of the top of the wall 
to inhibit the fire spread to the adjacent compartment. 


2.5.3 Fire spread to other storeys 


The vertical spread of fire from storey to storey is a hazard in all multi- 
storey buildings, with the potential consequences becoming more severe 
as the height of the building increases. Fire can spread to other storeys by 
a variety of paths, inside and outside the building. Internal routes for fire 
spread include failure of the floor/ceiling assembly, and fire spread through 
service penetrations, vertical ducts, shafts or stairways. Vertical services 
must either be enclosed in a protected duct, have fire-resistant closers or 
other approved fire-stopping measures at each floor level. The potential fire 
spread through internal void spaces and connections can be a particular 
problem for new types of modular construction (see Chapter 9). 

Vertical fire spread can also occur outside the building envelope, via 
combustible materials within or on the exterior walls or via windows and 
cavities. Continuous combustible cladding susceptible to rapid flame spread 
should not be used on the exterior of any tall buildings unless further fire 
safety measures are applied. The fire performance of wood-cladding mate- 
rials and facades is covered in Chapter 5. 

The vertical spread of fire from window to window is a major hazard. 
Some building codes mitigate this risk by using sprinklers to reduce the like- 
lihood of post-flashover fires. Vertical fire spread can be partly controlled 
by keeping windows small, well separated, and by using horizontal pro- 
jecting “aprons,” which project out horizontally above window openings 
helping to deflect the flame away from the wall. Flames from small narrow 
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windows tend to project further away from the wall of the building than 
flames from long wide windows, leading to a lower probability of storey-to- 
storey fire spread (Drysdale, 2011). 

In buildings with exposed interior timber surfaces, the performance of 
the facade must be critically assessed because exterior flaming will typically 
be greater with higher radiation levels in comparison to buildings with only 
non-combustible interior surfaces. 

Many building codes prescribe specific test standards that must be used 
to demonstrate the acceptability of facade systems for taller buildings, espe- 
cially when the façade system includes combustible components. Typical 
full-scale facade testing methods are based on specific and consistent radia- 
tion exposure to the facade system, with different levels applied in different 
countries. Some of these testing standards may not adequately address the 
greater heat fluxes which have been measured for fires in timber-lined com- 
partments. See Chapter 9 for more information on preventing the vertical 
spread of fire. 


2.5.4 Fire spread to other buildings 


Fire can spread from a burning building to adjacent buildings by flame con- 
tact, radiation from openings such as windows, or flaming brands. Large 
areas of exposed timber on internal walls and ceilings are known to increase 
the severity of external flaming outside the openings. Fire spread can be pre- 
vented by providing a fire-resisting barrier or by providing sufficient separa- 
tion distances between the buildings. If there are openings in the external 
wall, the probability of fire spread depends greatly on the distances between 
the buildings and the size of the openings. Exterior fire-resisting walls must 
have sufficient structural fire resistance to remain in place for the duration 
of the fire. This becomes a problem if the structure that normally provides 
lateral support to the walls is damaged or destroyed in the fire. Outwards 
collapse of exterior walls can be a major hazard for firefighters and bystand- 
ers and can lead to further spread of fire to adjacent buildings. 


2.6 FIRE SAFETY DESIGN METHODS 


2.6.1 Prescriptive codes and 
performance-based codes 


In the past, design for fire safety in most countries was based on prescrip- 
tive building codes, with little or no opportunity for designers to take a 
rational knowledge-based engineering approach to design. Many countries 
have optional performance-based building codes that allow designers to 
use specific fire engineering to demonstrate that the performance require- 
ments of the building code can be achieved. In general terms, a prescriptive 
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code states how a building is to be constructed whereas a performance- 
based code states how a building is to perform under a wide range of condi- 
tions. Performance-based codes are described in more detail in Chapter 11 
and prescriptive design in Chapter 4. 

Some prescriptive building codes give the opportunity for performance- 
based selection of structural assemblies. For example, if a code specifies a 
floor with a fire resistance rating of two hours, the designer has the freedom 
to select from a wide range of approved floor systems that have sufficient 
fire resistance. This guide provides tools for assessing the fire performance 
of structural timber elements which have been tested and gives calculation 
methods for elements with different sizes, loads or fire exposure from those 
which have been tested. 

In the development of new codes, many countries have adopted a multi- 
level code format such as that shown in Figure 2.4. At the higher levels, 
there is legislation specifying the overall goals, the objectives and the 
required performance. At the lower level, there are three alternative options 
for achieving those goals and objectives. 

The three most common options are shown as: 


1. A prescriptive design (often called an Acceptable Solution, a Deemed- 
to-Satisfy Solution or an Approved Document) 

2. An approved standard calculation method to verify a design (some- 
times called a Verification Method) 

3. A performance-based design (sometimes called an Alternative Design 
or Performance Solution) which is a more comprehensive fire engi- 
neering design from first principles 


Standard calculation methods are still being developed for widespread use, 
so compliance with performance-based codes in most countries is usu- 
ally achieved by simply meeting the requirements of prescriptive design 
rules, with options 2 and 3 being used for special cases or very important 


Functional objectives 


Performance requirements 


Approved Performance 
eod calculation based __ 
method alternative design 


Figure 2.4 Typical hierarchical relationship for fire safety design. 
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buildings. Performance solutions can sometimes be used to justify varia- 
tions from the prescriptive design in order to provide improved safety, to 
achieve cost savings or to meet other design objectives. 

Where a performance-based approach is used, most fire safety designs 
use a mixture of a prescriptive design and a performance-based design. For 
example, consider the situation where the design of the fire-rated barriers 
follows prescriptive design rules, but the distance of travel for the escape of 
occupants is increased using performance-based design. 

The building code environment is similar in the UK, Australia, New 
Zealand and some Scandinavian countries where performance-based 
design is permitted. Even then, most designs are based on prescriptive rules. 
Moves towards performance-based codes are being taken in the United 
States, Canada and Switzerland. Codes are different around the world, but 
the objectives are similar: to protect life and property, and to provide safety 
for firefighters, as described in Chapter 4. 

Performance-based fire codes are not simple to produce, or to use, because 
fire safety is only part of a complex system of many interacting variables. 
There are so many possible strategies that it is often not simple to assess 
performance in quantitative terms, and there is a lack of information on the 
behaviour of fires and the performance of people and buildings exposed to 
fires. This is especially the case for timber buildings where many current per- 
formance-based design methods are not sufficiently validated for the building 
geometries of most practical interest. See Chapter 11 for more information. 


2.6.2 Trade-offs/alternative fire design 


A major difficulty in design for fire safety is “trading off” some fire pro- 
tection measures against others. For example, some prescriptive codes 
allow fire resistance ratings to be reduced, or fire compartment areas to 
be increased, if an automatic sprinkler system is installed. Travel dis- 
tances may be increased when smoke or heat detectors or sprinklers are 
installed. Trade-offs do not apply in a totally performance-based environ- 
ment, because the designer will produce a total package of fire protection 
features contributing to a required level of safety or a target failure prob- 
ability. However, in practice, most designs are based on prescriptive codes, 
so trade-offs are often useful. In some countries this process is called an 
“alternative fire design.” 

The use of trade-offs for reducing fuel load, as a benefit of installing 
sprinklers, is described in more detail in Chapter 10. 


2.7 FIRE SEVERITY 


Fire severity is a measure of the destructive potential of a post-flashover fire 
applied to load-bearing structures and other construction elements used for 
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compartmentation during fires. Fire severity is usually assessed in a period 
of exposure to the standard test fire, but this may not be appropriate for real 
fires which have quite different characteristics, often similar to the indica- 
tive time-temperature curve shown in Figure 2.3. The fire severity used for 
a particular design will depend on the requirements of the local building 
code or sometimes on the design fire scenario selected by the fire engineer. 


2.7.1 Code environment 


In a prescriptive code environment, the design fire severity is usually pre- 
scribed as 30, 60, 90, 120 or 180 minutes of standard fire exposure, with 
little room for discussion. 

In a performance-based code environment, the design fire severity will 
need to be assessed considering the size, use, configuration and construc- 
tion of the fire compartment. The designer may consider a range of different 
fire scenarios. The design fire may be a parametric fire that predicts the full 
process of a realistic fire until burnout or an equivalent time of standard fire 
exposure. The most important measure of fire severity is the duration of the 
fully developed stage and the decay stage, but the fire temperatures are also 
important, as discussed by Buchanan and Abu (2017). 


2.7.2 Fire design time 


The term fire design time is the time of fire exposure for which the building 
is designed. The definition of fire design time depends on the type of design 
being undertaken: 

For a prescriptive design, the fire design time is the duration of the fire 
resistance rating specified in the applicable building code, expressed as a 
specified time of exposure to the standard fire; often 30, 60, 90 or 120 
minutes. 

For a performance-based design, depending on the use of the building, 
the requirements of the owner, and the consequences of a structural col- 
lapse or spread of fire, the fire design time will be selected by the designer 
as one or more of the following predicted times: 


. The time required for occupants to escape from the building 

. The time for firefighters to carry out rescue activities 

. The time for firefighters to surround and contain the fire 

. The time at which the fire severity exceeds the fire resistance, after 
which the fire may spread and/or the structure will collapse 

5. The duration of burnout in the fire compartment 


4 Оз м Pe 


Building codes in various countries use these times in different ways for 
different occupancies. Many small single-storey buildings may be designed 
to protect the escape routes and to remain standing only long enough for 
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the occupants to escape (Time 1), after which the fire could destroy the 
building. Alternatively, very tall buildings, or buildings where people can- 
not easily escape, should be designed to prevent the major spread of fire 
and structural collapse after burnout in one or more fire compartments 
(Time 5). Times 2, 3 and 4 are intermediate times that may be applied to 
medium-sized buildings to provide appropriate levels of life safety or prop- 
erty protection. 


2.7.3 Calculation methods 


Chapter 3 describes calculation methods for quantifying the fire severity, 
including the standard fire, parametric fires and natural fires continuing 
to burnout. Calculations are based on the available fuel load and the ven- 
tilation provided when the windows break. The available fuel load is the 
estimated fuel from movable items plus the additional fuel from the burn- 
ing or charring of timber or other combustible surfaces in the fire compart- 
ment. Fire severity calculations are very sensitive to the fuel load and the 
number of windows that break at flashover, both of which add uncertainty 
to the calculations. Designers should allow for this uncertainty in their cal- 
culations by considering applicable statistical distributions of fire load and 
ventilation when selecting appropriate design values. Chapter 3 also gives 
current state-of-the-art methods for assessing the contribution of timber 
structural materials to the fire load. 


2.8 FIRE RESISTANCE 


Fire resistance is the main tool used to provide fire safety to occupants, 
firefighters and property in a fully developed fire after flashover occurs. 
Providing appropriate building elements with sufficient fire resistance is 
essential to meeting the objectives of containing a post-flashover fire and 
preventing structural collapse. Fire resistance is determined by exposure to 
the standard fire test or by an equivalent calculation. 


2.8.1 Objectives of fire resistance 


The objectives for providing fire resistance need to be established before 
making any design, recognising that fire resistance is only one component 
of the overall fire safety strategy. Construction elements can be provided 
with fire resistance for controlling the spread of fire or preventing structural 
collapse, or both, depending on their function: 


* To prevent internal spread of fire, most buildings are divided into *fire 
compartments" or “fire cells” with barriers which prevent fire spread 
for the fire design time 
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• To reduce the probability of fire spread to other buildings, boundary 
walls must have sufficient fire resistance to remain standing and to 
contain a fire for the fire design time 

• To prevent structural collapse, structural elements must be provided 
with sufficient fire resistance to carry the applied loads for the fire 
design time. In all tall buildings, prevention of collapse is essential 
for all load-bearing structural members and for load-bearing barriers 
which provide containment 

* Prevention of collapse is also essential if there are people or property 
to be protected elsewhere in the building, remote from the fire 

• Specific consideration may need to be given for repair and reinstate- 
ment, rather than demolition, after a possible large or small fire 


2.8.2 Components of fire resistance 


The three components of fire resistance are the three failure criteria used in 
fire resistance testing: 


* Structural adequacy 
* Integrity 
* Insulation 


Structural adequacy 


To meet the structural adequacy criterion, a structural element and its con- 
nections must perform their load-bearing function and carry the applied 
loads for the duration of the test without structural collapse. Calculation 
of structural adequacy of timber elements is described in Chapters 7 and 8. 


Integrity 


The integrity and insulation criteria are intended to test the ability of a bar- 
rier to contain a fire, to prevent fire spreading from the room of origin. To 
meet the integrity criterion, the test specimen must not develop any cracks 
or fissures which allow smoke or hot gases to pass through the assembly. 
Depending on the applicable fire test method or national standard, different 
criteria for integrity may apply such as no passage of flame, no development 
of gaps exceeding the specified size or no passage of hot gases sufficient to 
ignite a cotton pad. 


Insulation 


To meet the insulation criterion, the temperature of the cold side of the 
test specimen must not exceed a specified limit, usually an average increase 
of 140°C and a maximum increase of 180°C at a single point. These 
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Table 2.2 Typical fire resistance criteria for construction elements 


Structural adequacy (R) Integrity (E) Insulation (1) 


Partition 
Door 
Load-bearing wall 


ххх х 
ххх х 


Floor-ceiling assembly 
Beam 


xX X X X 


Column 
Fire-resistant glazing X 


temperatures represent a conservative indication of the conditions under 
which fire might be initiated on the cool side of the barrier. 

In fire resistance tests, all fire-rated construction elements must meet one 
or more of the three criteria, as shown in Table 2.2, depending on their func- 
tion. Most fire-resistant glazing needs only to meet the integrity criterion 
because it is not load-bearing, and it cannot meet the insulation criterion. 
However, some special types of insulated glass can resist radiant heat transfer. 

Most international fire codes specify the required fire resistance sepa- 
rately for structural adequacy (R)/integrity (E)/insulation (I), in that order. 
For example, a typical load-bearing wall may have a specified fire resistance 
rating of 60/60/60 (REI 60), which means that a one-hour rating is required 
for structural adequacy, integrity and insulation. If the same wall was non- 
load bearing, the specified fire resistance rating would be –/60/60 (EI 60). 
A fire door with a glazed panel may have a specified rating of -/30/-(E 30), 
which means that this assembly has an integrity rating of 30 minutes, with 
no fire resistance for structural adequacy or insulation. 


2.8.3 Structural fire resistance 


The provision of structural fire resistance, or structural adequacy in 
fire, may be essential, or unimportant, or somewhere between these two 
extremes. On the one hand, there may be a major role for the structure so 
that collapse is unacceptable even in the largest foreseeable fire. This may 
occur where evacuation is likely to be slow or impossible, where great value 
is placed on the building or its contents, or where the collapse of the build- 
ing would represent an unacceptable safety risk to neighbouring buildings 
or communities. See Section 2.11 on tall timber buildings. On the other 
hand, there may be virtually no role for the structure so that structural col- 
lapse is acceptable after some time of fire exposure, where a small building 
can be readily evacuated, or there is little value placed on the building and 
there is no fire threat to adjoining properties. 

Design for structural fire resistance is generally a matter of establishing 
that the fire resistance is greater than the fire severity, or more precisely, 
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ensuring that the structural capacity exceeds the expected loads for a cer- 
tain time of fire exposure, usually the fire design time, with a suitable safety 
factor. For buildings of traditional non-combustible materials, fire severity 
and fire resistance are uncoupled, so each can be assessed independently. 

For timber buildings, assessment of structural fire resistance is more dif- 
ficult because of the coupling between the fire load and structural fire resis- 
tance. Charring of structural timber in a severe fire not only adds to the 
fuel load but also reduces the structural performance of the residual cross 
section. A more detailed discussion of fire development in timber buildings 
is given in Chapter 3. Calculation of structural fire resistance is described 
in Chapter 7 and structural connections in Chapter 8. 


2.9 TIMBER PROTECTION 


Timber protection is a critical part of designing a large or complex tim- 
ber building for fire safety, as described in the following sections. Timber 
protection refers to fire-resistive materials covering the timber structure to 
delay or reduce the charring of the underlying timber. There are several 
possible levels of timber protection, with definitions discussed by Schmid et 
al. (2021). A useful set of Canadian guidelines on encapsulation are given 
by FPI (2019b). 

The required time for timber protection depends on the design strategy 
and the local building code requirements for the particular building. To be 
effective, the protective material must be designed to stay in place without 
significant deterioration for the fire design time. 


2.9.1 Encapsulation 


Encapsulation of a timber element describes protection with enough layers 
of protective material to prevent any ignition or charring during the fire 
design time or until burnout of the fire compartment. Encapsulation will 
ensure that the structural performance of the timber element is not com- 
promised in the design fire, and there will be no significant addition to the 
available fuel load. 

Encapsulation of all the timber surfaces in a fire compartment will enable 
fire severity and fire resistance to be calculated in a similar fashion as for 
any non-combustible material. As an example of full encapsulation, the 
eighteen-storey Brock Commons Building in Canada (see Figure 2.5) has 
all structural timber surfaces protected with three layers of 16 mm Type X 
gypsum plasterboard. 

Protective materials providing encapsulation need to have their perfor- 
mance proven through fire testing, given that local failure can occur at the 
material joints and interfaces. Standard test methods for encapsulation have 
been developed in several countries. Tests for encapsulation are available 
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Figure 2.5. Typical examples of recent tall timber buildings: a) Light timber frame apart- 
ment building, Canada; b) Ascent Building, Milwaukee; с) Brock Commons, 
Canada; d) Mjestárnet Building, Norway. 


in Canada (CAN/ULC-S146) and in Europe (EN 14135). Encapsulation is 
covered in more detail in Chapter 6. 


2.9.2 Partial encapsulation 


Partial encapsulation of a timber element is protection not sufficient to 
provide full encapsulation. Partial encapsulation will prevent rapid flame 
spread on wood surfaces, but it may not prevent charring or ignition of the 
underlying timber later in the fire. Wood surfaces with partial encapsula- 
tion are expected to start charring when the wood temperature under the 
protective layer reaches about 300?C and to char at an increased rate after 
the protective material falls off. The design time for partial encapsulation 
will depend on the fire design strategy used for the building. Calculation 
methods for loss of cross section due to charring are given in Chapter 7. 
With partial encapsulation, any charring under the protective layers, 
or after the protective layers fall off, will add to the available fuel load, 
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increasing the severity of the expected fire. In the fire design of a compart- 
ment to withstand burnout, it is essential to calculate the impact of charring 
under the protective layers and accelerated charring after the protective lay- 
ers fall off, because both add to the available fuel load. Design methods to 
include exposed timber in the fire load calculations are given in Chapter 3. 

Some rooms of buildings will have encapsulation on only some of the 
timber surfaces, with the remaining surfaces exposed to view or partially 
encapsulated. The fire engineer must ensure that the fire load calculations 
for a given fire compartment are consistent with the surface areas of wood 
completely exposed, areas fully encapsulated and those areas which are 
only partially encapsulated. The wood surface includes linings as well as 
structural elements. 


2.9.3 Time to start charring and 
encapsulation falloff times 


Information on the time to start charring and the expected time to fall off 
of gypsum plasterboards under exposure to the standard test fire is given 
in Eurocode 5 (EN 1995-1-2, 2004) and by LaMalva and Hopkin (2021). 
Similar information is available from many manufacturers of gypsum plas- 
terboard. This information can be included in iterative calculations of fire 
severity, considering progressive charring of partially encapsulated timber, 
with the rates of charring described by Eurocode 5. 

For real fire exposure, rather than standard fire exposure, it is necessary 
to know the time-temperature or heat flux curve for the duration of the fire. 
The time to onset of char can then be determined by heat transfer calcula- 
tions of the time for the temperature of the wood surface under the protec- 
tive layer to reach 300°C. The time to gypsum plasterboard falloff can also 
be calculated, provided that the critical falloff temperature for the board is 
known (see Chapter 7). 


2.10 DESIGN FOR THE FULL DURATION OF THE FIRE 


2.10.1 Burnout 


In this guide, the term burnout is used to describe the end of an uncon- 
trolled fire in a compartment after all the available fuel has been consumed, 
and the room temperatures drop to allow firefighters safe access to carry 
out fire suppression activities. The expression *design to withstand burn- 
out" can be misused unless it is clearly defined. Alternative expressions 
such as *design to withstand consumption of the available fuel" or *design 
for the full duration of the fire" can also be used, but they also need clear 
definitions. 

Some modern codes require that certain buildings be designed to with- 
stand burnout, especially tall buildings or other buildings where occupants 
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or firefighters may be at risk. Such a design means that the fire scenarios 
considered in the fire engineering design must consider a fire duration that 
depends on the availability of fuel and ventilation in the compartment. 
Design to withstand burnout is a key element of a performance-based 
design strategy that should be performed by a competent fire safety engi- 
neer to ensure that a building can survive a post-flashover fire including 
the decay stage, with no contribution from automatic sprinklers and no 
firefighting intervention until late in the decay stage. 

Designers of non-combustible steel and concrete buildings often assume 
a burnout scenario, whereby compartmentation prevents any spread of 
fire, and the structure is designed for adequate fire resistance. In such cases, 
a fully developed fire will be confined to the initial fire compartment, the 
fire-affected structure will continue to carry all expected loads, and the fire 
will go out after all the fuel is consumed. The structure will then cool to 
ambient temperatures over a few hours or days as the remaining heat is 
dissipated. 

A burnout scenario is less certain for timber buildings because there will 
always be some fuel present in the timber structure, leading to the pos- 
sibility of timber continuing to smoulder or char locally, long after flam- 
ing combustion has ceased. Designers and regulators should assume that 
any localised smouldering and glowing combustion towards the end of the 
burning stage will need to be extinguished manually by firefighters. This 
may require the removal of large areas of protective layers of gypsum plas- 
terboard, see also Chapter 14. 


2.10.2 Design to withstand burnout 


For buildings with exposed wood on internal surfaces, design to withstand 
burnout requires calculations to demonstrate that temperatures will drop to 
low levels during the decay stage of the fire. There is considerable on-going 
research investigating the conditions under which this will happen. 

Design to withstand burnout can be demonstrated by using the results 
of compartment fire tests, including the decay stage, or by calculations, to 
show that the radiant heat exposure or the calculated mass loss rate is con- 
sistent with low compartment temperatures at the end of the decay stage. 
The overall heat losses from the compartment must be greater than the 
energy generated from the burning of any remaining fuel towards the end 
of the fire, as described in Chapter 3. The contribution of charring of any 
exposed timber structure must be added to the design fire load. 

Law and Hadden (2020) point out that a rapid reduction in fire tem- 
peratures in the decay stage is most effectively achieved when the energy 
losses from a compartment are maximised, i.e., with large ventilation open- 
ings. However, it should be recognised that large windows to maximise 
these energy losses will also mean that more energy is available to promote 
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vertical fire spread via external flaming during the fully developed stage of 
the fire. 

Recent research suggests that tenable conditions for fire service access are 
more likely if the areas of exposed timber surfaces are limited. A current 
proposal is that a wood ceiling can be fully exposed, together with wall 
areas no more than 40% of the floor area, provided that no two wood walls 
butt up to each other in corners of rooms (with a distance between two 
adjacent walls more than 4 m) to prevent radiant exposure across the corner 
(Brandon and Smart, 2021). This has to be verified by further research. 


2.10.3 Self-extinguishment 


The term “self-extinguishment” (or auto-extinction) of wood is often used 
in the literature on fire safety in timber buildings (Schmid et al., 2021). This 
misleading term is not well-defined, so its use is strongly discouraged in this 
Design Guide. Self-extinguishment is a deprecated term in the international 
standard ISO 13943 Fire safety – Vocabulary. 

For example, referring to a compartment fire that is allowed to burn 
itself out, the term self-extinguishment could be used to describe the end of 
flaming combustion, the end of the decay stage, or the end of smouldering 
combustion. There is a big difference between these definitions, as flaming 
combustion may stop early in the decay stage, whereas full extinguishment 
of smouldering combustion may need the application of water by firefight- 
ers very late in the fire. 


2.10.4 Structural design to withstand burnout 


Structural design of timber members to withstand burnout requires that 
the total depth of charring is calculated for the full process of fire growth, 
burning and decay. Iterative fire severity calculations described in Chapter 
3 give an estimate of the final depth of charred wood at the end of the fire. 
Structural designers must subtract a zero-strength layer from the residual 
cross section before calculating the residual strength. The thickness of the 
zero-strength layer has been traditionally taken as 7 mm, but this may 
need to be increased to account for the thermal wave which continues to 
travel into the timber after the fire has effectively gone out (Wiesner et 
al., 2019; prEN 1995-1-2, 2021). As with steel and concrete structures, 
timber structures are vulnerable during the decay stage of a fire because 
the structural capacity of heated members can continue to decrease during 
this time. 

Any structural steelwork inside a fire compartment with exposed tim- 
ber structural members (e.g. a steel skeleton system supporting CLT floor 
panels) must be designed for the same time of fire exposure as the timber 
structure. Protection of structural steelwork to a critical temperature of 
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600°C or 700°C is not acceptable if the steel is in contact with wood which 
will begin to char at 300 °C. 

Whatever the fire design strategy, it is important to provide full details 
of the fire scenarios, the fire design methods and underlying assumptions. 
Structural design for standard fire exposure is covered in Chapter 7. 


2.10.5 Glueline failure 


For all engineered wood products (EWPs), which consist of small pieces of 
wood glued into larger components, the fire performance of the adhesives 
in gluelines, may be essential for the fire safety in the building. An increas- 
ing range of adhesives is becoming available for a wide range of EWPs, as 
described in Chapter 1. 

The fire performance of the adhesive is more critical for cross-laminated 
timber (CLT) than for other EWPs, because the gluelines in CLT are paral- 
lel to the fire-exposed surface. A number of large-scale compartment fire 
tests with CLT floor-ceiling assemblies have shown that glueline failure of 
some thermo-plastic adhesives can result in fire-exposed boards falling off, 
adding additional fuel to a decaying fire, causing a second flashover and 
eliminating the possibility of the fire decaying (Brandon & Dagenais, 2018). 
A fire-resistant adhesive can be used to maintain glueline integrity and pre- 
vent char layer fall off. Designers of tall or complex timber buildings may 
insist on the use of fire-resistant adhesives. The North American manufac- 
turing standard for CLT (ANSI, 2018) requires the use of such fire-resistant 
adhesives to prevent the falloff of charred or partially charred lamellae dur- 
ing fires. The current draft of Eurocode 5 (prEN 1995-1-2, 2021) includes a 
method to assess the glueline integrity of engineered wood products. 


2.11 SPECIAL PROVISIONS FOR TALL 
TIMBER BUILDINGS 


Regardless of the building materials used, fire safety becomes much more 
important in tall or very tall buildings (Buchanan, 2015). Table 2.3 gives 
approximate definitions of building height, with numbers of storeys and an 
indication of typical levels of fire resistance prescribed in many countries. 


Table 2.3 Approximate definitions of building height and typical fire resistance 


Height range Number of storeys Typical fire resistance 
Low-rise Н< 12 т Less than 4 storeys 30 to 60 minutes 
Medium rise 12 т<Н< 25 т 4 to 8 storeys 60 to 120 minutes 
High-rise 25 т<Н< 60 т 9 to 20 storeys 90 to 180 minutes 


Very high-rise 60m<H More than 20 storeys 120 minutes or more 
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Building height is usually measured to the top floor level. See Chapter 4 for 
more detailed requirements in different countries. 

Figure 2.5 shows a few recent tall timber buildings. The taller the build- 
ing, the greater need for special provisions for fire safety because of the 
large number of possible occupants and the significant time required for 
occupant escape and firefighter access. 

There is no simple way of assigning different levels of fire protection to 
timber buildings based solely on the height of the building. The use of the 
building and the mobility of the occupants are also important. Fire pre- 
cautions may be more stringent for open-plan office buildings with no fire 
separations on each floor. International building codes are only beginning 
to address these issues. 

High-rise and very high-rise buildings may have full encapsulation so 
that no timber is exposed. If any significant area of timber is exposed, the 
design should ensure that the fire compartment can withstand burnout, 
even in the unlikely event of sprinkler failure and unavailability of firefight- 
ers. For medium-rise timber buildings, codes may allow more timber to be 
exposed, with no requirement to withstand burnout. 

Some countries allow relaxation in fire precautions if the sprinkler system 
has a secondary water supply to ensure that the sprinklers have water, even 
if the street mains are rendered inoperative. See Chapter 10 for more on 
sprinklers. 

For every tall timber building, the fire designer must identify the struc- 
tural fire safety objectives, the routes to code compliance, and the design 
solutions to be used for each building. This requires consulting with all the 
relevant stakeholders, including the local fire services. 

As tall timber buildings become more popular around the world, it will 
be necessary for code writers in different countries to adopt requirements 
that reflect these ideas in a rational way. Any changes to the regulatory 
environment should be based on clear design objectives, following recent 
research on structural fire design to withstand burnout. More research will 
help to further define the options, including quantitative risk assessment. 
Guidance on performance-based design is given in Chapter 11. 


2.12 FIRE SAFETY DURING CONSTRUCTION 


Fire safety during construction is a hazard for all timber buildings. Light 
timber frame buildings under construction are especially vulnerable before 
protective linings, and other fire safety design features have been installed. 
Severe fires during construction have caused large financial losses in several 
countries. The construction fire hazard may be less severe in mass timber 
structures than in light timber frame buildings, but comprehensive fire pre- 
cautions are essential. Management to control fires during construction is 
covered in Chapter 13. 
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2.13 RESEARCH NEEDS 


Future research in the following areas will help design engineers and code 
writers make good decisions about some of the unresolved issues raised in 
this chapter: 


1. Fire severity in compartments with exposed timber surfaces, includ- 
ing travelling fires 

2. Charring rate of timber as a function of fire exposure, and its contri- 
bution to the fire load 

. Conditions needed to ensure access by firefighters after burnout 

. Extinguishment of charring or smouldering timber 

. Fire performance of encapsulated or partially encapsulated timber 

. Dangers of wood used in façade systems 

. Effect of different combinations of passive and active fire protection 

. Quantitative risk assessment of fire safety in tall timber buildings 

. Risk assessment for property protection to meet the needs of the 
insurance industry. 
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SCOPE OF CHAPTER 


This chapter provides information on fire dynamics in timber build- 
ings. It summarises the fire behaviour in compartments with a focus on 
buildings with exposed timber structures and wood linings. It includes 
basic information on the pyrolysis and charring of wood, along with 
fire dynamics in compartments and the impact of having exposed timber 
surfaces. A description of common approaches to characterising post- 
flashover fires with parametric time-temperature curves is provided with 
guidance on a simplified design method to account for exposed timber 
surfaces based on parametric fire curves. Limitations in current knowl- 
edge are highlighted. 


3.1 INTRODUCTION 


Traditional prescriptive approaches for fire design of buildings do not 
generally require the fire dynamics of building fires to be considered. The 
commonly applied standard fire resistance test does not describe the actual 
expected conditions in a compartment during a fire, yet has served a use- 
ful role over many years to ensure building elements possess an ability to 
withstand relatively severe fire conditions for a defined period of time (Law 
and Bisby, 2020). However, designers should be aware that, while common 
approaches that rely on standard fire resistance tests have limitations for all 
buildings, there are additional considerations needed for timber buildings 
where timber is exposed or is inadequately protected (e.g. with encapsulat- 
ing materials). In fires where the timber may contribute, the total fire load 
will be a combination of the moveable combustible building contents and 
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fittings as well as that contributed by any exposed or inadequately pro- 
tected timber surfaces in the compartment. 

The major consequences of a significant amount of exposed timber on 
the internal surfaces within a compartment are that in the event of fire, 
the time to reach flashover will typically be quicker, the fire will be big- 
ger and the duration of burning after flashover will be longer than for an 
equivalent compartment with no added contribution from the wood sur- 
faces. Furthermore, flames projecting from unprotected openings such as 
windows and doors may also be larger and persist for a longer period, with 
a corresponding higher risk of both external vertical fire spread to upper 
floors and horizontal fire spread to neighbouring buildings. 

It is very important for designers to have a good understanding of the fire 
dynamics in compartments constructed from all types of materials and in 
the case of timber buildings to be able to address the additional challenges 
they present. This will depend on the particular characteristics of the build- 
ing and its occupants, including the compartment size, geometry, height, 
ventilation, use, the amount and location of exposed wood surfaces as well 
as the particular performance required or expected and fire safety strategy 
adopted for its design. 


3.2 COMBUSTION OF WOOD PRODUCTS 


3.2.1 Effect of temperature and radiant heat 


The three main constituents of wood are cellulose, hemicellulose and lignin 
along with smaller amounts of organic extractives and inorganic species that 
contribute to ash formation after the fire. The relative proportions of cellu- 
lose, hemicellulose and lignin in dry softwoods are typically in the ranges of 
40-44%, 20-32% and 25-35%, respectively (Janssens and Douglas, 2004). 
The thermal decomposition of the different wood constituents typically 
occurs over different temperature ranges, i.e. hemicellulose 200-260?C, cel- 
lulose 240—350?C and lignin 280—500?C. See also Section 5.1.1. 

When wood is exposed to external heating, it will decompose to produce 
a mixture of volatiles and solid carbonaceous residue (char). This means 
that the material wood (material 1) is transformed into the char layer mate- 
rial (material 2) (see Schmid and Frangi, 2021). In the presence of oxygen, 
wood can exhibit either flaming combustion or smouldering combustion, 
depending on the magnitude of the external heat flux. Figure 3.1 illustrates 
the different degradation zones due to a heat flux applied to the surface. 
There are four main zones (A-D) that can be demarcated by temperature, 
and these can be summarised as follows (Browne, 1958): 


e Zone A — At temperatures up to 200°C, there is dehydration pro- 
ducing water vapour and small amounts of carbon dioxide, formic 
and acetic acids and other compounds. These reactions are primarily 
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Figure 3.1 Section through charred wood showing degradation zones. Adapted from 
White (2016) with permission from SFPE. 


endothermic and the volatiles produced are non-combustible (Bartlett 
et al., 2018). There can be a considerable loss of strength (e.g.~50%) 
between 100°C and 200°C. 

• Zone B - At temperatures between 200°C and 280°C, there is some 
slow pyrolysis occurring producing water vapour, carbon dioxide and 
formic and acetic acids as before. Some carbon monoxide may also be 
produced, along with a slow conversion of the wood to char. A dark 
brown colour is associated with the onset of pyrolysis. 

* Zone С - At temperatures between 280°C and 500°C, the pyrolysis 
rate increases rapidly producing combustible gases, including carbon 
monoxide, methane, formaldehyde and formic and acetic acids, along 
with small amounts of other gases and compounds. Tar droplets are 
produced as smoke, and the residue is char. 

• Zone D – At temperatures above 500°C, the char formed is accom- 
panied by additional reactions involving the gaseous products and 
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Figure 3.2 Thermal decomposition of timber as a function of temperature in an oxygen- 
rich environment (illustrative only). Adapted from Law and Hadden (2020) 
with permission. 


tars originating from deeper layers are further pyrolysed to give 
more highly combustible products, i.e. carbon dioxide and water 
vapour react with carbon to form carbon monoxide, hydrogen and 
formaldehyde. 


Char development also leads to cracks and fissures being formed that in 
turn greatly affect the heat and mass transfer between the solid and flame. 
The combustible volatiles that are released from the heat-exposed surface 
can mix with the surrounding air/oxygen and burn with a luminous flame. 
Where flame is not present over the exposed surface, oxygen may diffuse 
to the surface leading to char oxidation. The exposed surface recedes as 
combustion progresses due to the char contraction and possible char oxi- 
dation (Janssens and Douglas, 2004). Figure 3.2 from Law and Hadden 
(2020) illustrates where the various thermal decomposition processes occur 
in terms of the residual mass of the wood as a function of temperature for a 
piece of wood heated isothermally in an oxygen-rich environment. 

During the conversion of structural timber material to the char layer 
material, a certain amount of the potential chemical energy is released as 
combustible volatiles. When oxygen is available, these gaseous pyrolysis 
products are burned and the released heat contributes to the heat release 
rate (HRR). To describe the combustion behaviour of wood, Schmid and 
Frangi (2021) consider the energy storage in and the heat release of the char 
layer. 

For engineering design purposes, the temperature within timber elements 
that demarcates the char from the uncharred wood (i.e. the char depth) 
is typically assumed to be 300°C, although some pyrolysis is expected at 
lower temperatures, as previously noted. In addition, for structural calcu- 
lations, typically a layer to compensate strength and stiffness losses in the 
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virgin wood next to the char layer is considered to reduce the residual cross 
section, the so-called zero-strength layer, as the strength of wood dimin- 
ishes quickly at relatively low temperatures. 

Typically, char development is considered to be uniform, assuming a 
homogeneous surface and timber structure typical for heavy timber struc- 
tures such as columns and beams. However, for glued engineered wood 
products, such as cross-laminated timber (CLT), observable charring might 
not be uniform due to the cross-layering of the lamellae and the adhesive 
used, which can lead to different performance of the CLT structures under 
fire conditions (see Chapter 7). Schmid et al. (2017) have also shown that 
char contraction effects depend on both the oxygen concentration and 
increase with the gas velocity over the surface. This can be important for 
the decay phase of a natural fire in contrast to a standard fire resistance 
test (with no decay phase) where oxygen levels are much lower. Variations 
in thermal exposure within a compartment may also contribute to non- 
uniform charring behaviour. 


3.2.2 Flaming combustion 


The heat of combustion of wood is about 15-20 MJ/kg, half to two-thirds 
of which is released through flaming with cellulose as the main contributor 
to flaming combustion producing more volatiles than char. Solid timber 
will not support flaming combustion unless an external heat flux is applied 
to the surface since the flame heat flux alone is not sufficient to sustain its 
own burning (Drysdale, 1998). Indeed, the effect of incident heat flux is 
the most dominant parameter, with an order of magnitude higher influence 
than the other parameters considered such as material properties, oxygen 
concentration or surface orientation, over the ranges to be expected in nor- 
mal design (Bartlett et al., 2018). Flaming combustion will only occur when 
the rate at which pyrolysis gases are produced is sufficient to sustain a flam- 
mable gas-air mixture and below this rate flaming combustion will cease. 


The rate of pyrolysis m; (in kg/m*-s) as applied to solid wood depends on 
the heat flux (in kW/m?) from the flame d; and from the hot gases and other 
surfaces in the compartment q less the heat losses from the surface 4, 


which comprises radiative and convective terms as well as the conductive 
loss into the surface as given by (Bartlett et al., 2018) 


№, = eee [kg/m? -s | (3.1) 


where L,=heat of gasification. Spearpoint and Quintiere (2000) derived 
representative values for the heat of gasification of several wood species 
across the grain in the range 2.5-3.5 kJ/g; also see Table 5.9 for additional 
data. 
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The heat flux received by a burning surface also depends on the size and 
orientation of the surfaces relative to other burning and hot surfaces. For 
this reason, the burning rate will be higher and sustained for longer where 
the burning surfaces face each other or are in a wall-corner or wall-ceiling 
configuration, when compared to a single burning surface in one plane. 


3.2.3 Smouldering combustion 


Smouldering can be thought of as self-sustained glowing combustion where 
an external source of heat is not required to sustain the process (although 
it may be required to start the process). The glowing combustion involves 
oxidation reactions at the surface of the solid (wood). When glowing com- 
bustion occurs, the surface temperature can increase by several hundred 
degrees over a few seconds (Babrauskas, 2021). 

In the context of this guide, with respect to fires in compartments with 
exposed wood surfaces, the main interest in smouldering is when does it 
begin (within the decay stage) and when does it end? For the applications of 
interest here, there are two main possibilities for the conclusion of the smoul- 
dering: (1) there is a transition to flaming; or (2) the combustion ceases. 

Transition from flaming to smouldering may occur during the decay 
stage of the fire, when the compartment contents are largely consumed, the 
rate of burning of exposed wood surfaces is slowing and the compartment 
temperatures are falling. Generally, for practical purposes, it will be neces- 
sary to consider that the possibility of smouldering in wood surfaces in the 
fire compartment exists after the surface flaming has ceased. 

Bartlett et al. (2018) reviewed previous research and the factors affecting 
the burning behaviour of wood and noted that the critical mass loss rate for 
the extinction of the flame varied from 2.5 to 5 g/m*-s. Equation 3.1 allows 
a critical value to be determined where the flaming will not be sustained 
(Law and Hadden, 2020). 

Cessation of flaming combustion is influenced by the oxygen concentra- 
tion in the environment immediately surrounding the burning surfaces of 
timber. It is known that a reduction in the oxygen concentration reduces the 
flame temperature, thereby reducing the heat flux from the flame to the sur- 
face. Quintiere and Rangwala (2004) recommended 1,300°C as a critical 
flame temperature below which flame extinction occurs. Reducing oxygen 
concentration also reduces the rate of oxidation of the char, increasing the 
thickness of the char layer but reducing the mass loss rate. This is consis- 
tent with Equation 3.1, given a lower heat flux from the flame and reduced 
conduction into the timber — ultimately resulting in a lower charring rate. 
Mikkola found that the charring rate in standard fire resistance tests was 
approximately 20% lower than in oxygen-rich test environments given the 
same average heat flux over the tests (Mikkola, 1991). 

Transition from smouldering to flaming is very complex since heat and 
mass transfer are not one-dimensional and edge conditions may play a 
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critical role. Flaming is also not likely to erupt within the bulk of a fuel 
bed unless a cavity is formed but may occur along the boundary of the 
fuel (Babrauskas, 2021). Airflow or wind may also promote transition to 
flaming in a smouldering material such that if a smouldering material is dis- 
turbed, flaming may occur. Transition to flaming might best be considered 
a stochastic event. 

Cessation of smouldering combustion must eventually occur since at 
some point all the available fuel will be exhausted. However, the process 
can stop with unburned fuel left remaining if local circumstances occur 
that are not favourable for smouldering, such as voids or non-uniformities 
in the fuel. Airflow could also increase or decrease causing the smouldering 
to cease. 

Crielaard (2015; Crielaard et al., 2019) investigated the self-extinguish- 
ment of CLT and concluded that smouldering combustion of CLT ceases 
when the externally applied heat flux falls below about 5- 6 kW/m? and the 
airflow over the surface is below 0.5 m/s. He observed that the cessation of 
smouldering combustion depends on the airflow across the timber surface. 
Smouldering is governed by the rate of oxygen diffusion to the reaction 
zone rather than the amount of oxygen in the surrounding environment. 
However, to maintain an adequate amount of unburned residual fuel in 
timber structures, in the context of withstanding a burnout, ultimately it 
may be necessary to rely on overt extinguishing efforts at the end of the 
decay stage of the fire to completely halt the smouldering process. 


3.3 COMPARTMENT FIRES 


3.3.1 Fire development stages 


The classic compartment fire has been studied in detail for non-combustible 
compartments and is described in the literature by authors such as Drysdale 
(1998) and Torero et al. (2014). There are four different phases of the fire 
development, as illustrated in Figure 2.3. The fire starts with an incipient 
period, which occurs prior to flaming, and is followed by ignition and the 
growth phase, where the type, amount and configuration of fuel determine 
the burning behaviour. If the fire growth is able to be sustained depen- 
dent on the compartment size and ventilation, then flashover may occur 
followed by a period of relatively steady or fully developed burning. This 
period is critical for structural design and the gas temperatures are typically 
high and could reach 1,200°C. Finally, the decay phase is when most of the 
fuel is consumed and the rate of burning and the gas temperatures inside 
the compartment decline eventually leading to extinguishment of the fire. 
As compartments increase in size or aspect ratio, the assumption that the 
fire will burn uniformly across the full area of the compartment is less likely. 
In this case, the seat of the fire (i.e. a localised fire) may be observed to migrate 
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or travel across the floor plate influenced by the location of the fuel and the 
size and position of the openings. This is called a “travelling fire,” discussed 
later in Section 3.4.4 where alternative methods have been developed to 
determine the thermal exposure applying to a specific location within the 
compartment (Rackauskaite et al., 2015; Stern-Gottfried and Rein, 2012). 


3.3.2 Fire growth 


Early in the fire, reaction to fire characteristics will govern ease of ignition 
and surface flame spread and the early fire growth behaviour. These topics 
are covered in Section 5.3, including typical reaction to fire characteristics 
that can be used to predict time to ignition, rates of surface spread of flame 
and smoke and toxic combustion products from wood products exposed in 
a developing fire. 

Following ignition, the fire may grow. The growth stage of the fire can 
range from very fast to very slow, depending on the characteristics of the 
fuel, the proximity and interactions with the surroundings and the avail- 
ability of oxygen. The rate of energy release and the rate at which products 
of combustion are generated are used to describe the fire. Fire growth will 
be fast when there is flaming combustion of fuels that exhibit rapid surface 
flame spread, whereas the fire growth will be slow where a lengthy period 
of smouldering occurs and in some cases the fire may go out with no transi- 
tion to flaming. 

In compartments that are very well-ventilated with large opening areas, 
or in cases where the surface area of the fuel is small compared to the vol- 
ume of the compartment, the burning rate may be governed by the surface 
area of the fuel and this is referred to as fuel-controlled burning. 

The burning rate of fuel-controlled fires is dependent upon the nature 
and surface area of the fuel. In many cases, it is quite difficult to determine 
the burning rate precisely due to the characteristics and geometry of the fuel 
packages. For simple, well-defined geometries such as timber cribs, equa- 
tions exist that allow the fuel pyrolysis rate to be estimated based on the 
initial fuel mass per unit area and the remaining fuel mass per unit area at a 
given time (Babrauskas, 2016). Alternatively, “t fires” are commonly used 
to describe the rate of fire growth as given by Equation 3.2, where a is the 
fire growth rate coefficient based on the type of fuel load. Typical а values 
for commonly adopted “t fires" are shown in Table 3.1. 


Q(t)=at? [kw] (3.2) 


where Q(t) = time-dependent heat release rate (kW), and t=time from igni- 
tion (s). 

The heat release rate for a fuel-controlled fire, O; (in kW), is generally 
estimated from either a full-scale test conducted under well-ventilated 
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Table 3.! Typical values of a for different 
fire growth rates 


Growth rate а (kWis?) 
Ultra-fast 0.19 
Fast 0.047 
Medium 0.012 
Slow 0.003 


conditions where the peak heat release rate can be directly measured with 
an oxygen calorimeter or derived from measurements of the mass loss rate. 
If the mass loss rate m is known, the heat release rate can be calculated as 
follows: 


О; =mAH, [kW] (3.3) 


where m = mass loss rate of the fuel (kg/s) and A H,-the heat of combustion 
of the fuel (kJ/kg). 

Alternatively, small-scale tests that allow the heat release rate per unit 
area for the material to be determined allow the maximum heat release rate 


(Qu) for a fuel-controlled fire to be determined from 
o -QuA [kw ] (3.4) 


where Qs - heat release rate per unit area (kW/m?) and А;= burning sur- 
face area of the fuel (m7). Heat release rate per unit area (or mass loss rate 
per unit area) is typically measured under well-ventilated free burning con- 
ditions where the radiation feedback from the surroundings is negligible. 
Sometimes, the effect of radiation feedback on the burning rate may need 
to be considered. Data for the energy release rate per unit floor area Qs can 
be found in the literature (e.g. Karlsson and Quintiere, 2000; Babrauskas, 
2016). 

When multiple fuel packages are present, the respective maximum heat 
release rates per unit area for all items can be added together assuming all 
items are burning simultaneously. This provides a conservative estimate of 
the maximum value for the rate of heat release. Alternatively, fire spread 
from one item to an adjacent item could also be included if the time for 
ignition of each item was accounted for keeping in mind the dependency on 
the spacing and arrangement of the various items within the compartment. 
This may not be a practical approach for design purposes when the exact 
spacing and arrangement of fuels is unknown. 

During the early fire growth period, the location, size and strength of 
the fire source in relation to the position of any exposed wood linings is 
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important for estimating the initial fire growth rate where timber surfaces 
are involved. The scenario where the fire source is positioned in the cor- 
ner of a room, with flames in close contact with the corner wall surfaces, 
is commonly recognised as a worst-case scenario for a pre-flashover fire 
involving surface linings. 

When interior finish materials include wood products (or other combus- 
tible materials), there is potential for surface flame spread and additional 
energy release from the finish materials which may increase the fire growth 
rate compared to the use of non-combustible finishes. This has been dem- 
onstrated by Kotsovinos et al. (2022) who conducted an experiment burn- 
ing wood cribs in a large open-plan compartment with a floor area of 352 
m? that included а fully exposed CLT ceiling. They found that the rate of 
fire spread in this experiment was three to eight times faster than in an 
equivalent non-combustible compartment due to the presence of timber on 
the ceiling. 

In prescriptive designs, interior finish materials are typically limited in 
locations within a compartment and in thickness, and their effect on fuel 
load and fire dynamics is somewhat implicitly considered. 

Further information relating to the pyrolysis, burning and heat release 
rate of wood as well as a description of the applicable regulatory tests can 
be found in Chapter 5. 


3.3.3 Flashover 


Flashover is the transition between the fire growth stage and the fully devel- 
oped stage. It is not a very precise term and commonly criteria such as the 
gas temperature reaching 500—600?C or an incident heat flux reaching the 
floor of 15-20 kw/m? are used. This often coincides with flames emerging 
from the compartment opening as the fire becomes ventilation-controlled. 

The energy release rate required to generate a 500°C rise in the gas 
temperature, i.e. needed to reach flashover, can be estimated by applying 
the McCaffrey, Quintiere, Harkleroad (MQH) equation assuming a fuel- 
controlled fire in a conventional room, a simple form of which is given in 
Equation 3.5 (Karlsson and Quintiere, 2000): 


AT -sas| [kW] (3.5) 


Q y 
Ao Но by Ar 


where О = rate of heat release (kW), Ру =the effective heat conduction coeffi- 
cient for the solid boundaries (KW/m?-K), A, = opening area (m?), H, = open- 
ing height (m) and the A; = boundary surface area (m?) to be used for heat 
transfer considerations. h, depends on the duration of the heating and the 
thermal properties of the compartment. It can be estimated using Equation 
3.7 or 3.8 after determining the thermal penetration time ¢,, from Equation 
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3.6, where 6=thickness of the solid (m), k = thermal conductivity (kW/m-K), 
p = density (kg/m?) and c= specific heat (kJ/kg-K): 


82 
b= [g (3.6) 
i) 
pc 
Fortet, h= kec [kw/m?.K ] (3.7) 
k 
Fort>tp hes [ом тог .К | (3.8) 


Substituting A T = 500 К into Equation 3.5 and rearranging allows the 


heat release rate required to reach flashover Оғо (in kW) to be estimated as 
follows: 


1 
Qo = 610(HArALJHo)? [kw] (3.9) 


Where fires are flush with a wall or in a comer, Mowrer and Williamson 
(1987) found that the upper-layer temperature could be calculated using 
Equation 3.5 multiplied by a factor. For fires flush to walls, they recom- 
mended a factor of 1.3, and for fires in comers, the equation should be 
multiplied by 1.7. 

Karlsson (1992) found that for the case of combustible lining materials, 
Equation 3.5 should be multiplied by a factor of 2. In these cases, Equation 
3.9 may no longer apply without accounting for the associated change in 
Equation 3.5. 


3.3.4 Fully developed fire 


The fully developed stage is characterised by ventilation-controlled burning 
where the availability of oxygen entering through the openings determines 
the maximum energy release rate in the compartment. The peak compart- 
ment gas temperatures are reached during this stage and typically fall in the 
range of 700-1,200°C. 

The duration of the fully developed phase is strongly influenced by the 
amount of fuel present. When the compartment surfaces are made from 
non-combustible materials, i.e. with no combustible finish materials, then it 
is only the fuel from the compartment contents that need to be considered. 
However, when the compartment surfaces include combustible materials 
such as exposed timber walls, floors and ceilings, then it may be necessary 
to consider the effects of this additional potential fuel on the growth, dura- 
tion and severity of the compartment fire. 
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Under ventilation-controlled conditions, the mass flow rate of air through 
the compartment opening will be approximately proportional to the area of 
the opening and the square root of the height of the opening. This was con- 
firmed by Kawagoe (1958) in the 1950s based on the burning rate of wood 
cribs measured inside a small non-combustible compartment considering 
different sizes of opening, as represented by Equation 3.10: 


ту =0.09A, b, [kg/s] (3.10) 


where m, = burning rate (kg/s). This relationship for the burning rate of the 
wood cribs only applies over a limited range of opening sizes being related 
to the rate at which air can enter the compartment. For stoichiometric burn- 
ing of wood cribs in a non-combustible enclosure with all the combustion 
taking place within the compartment, the empirical mass flow of air та (in 
kg/s) through a single opening is given by Equation 3.11. This assumes a 
heat of combustion for wood of 17 MJ/kg; that each kg of oxygen used for 
combustion produces 13.2 MJ (Huggett, 1980) and comprises 0.23 of the 
air entering the opening: 


17 
in & 0.09x ~~~ А, {Р = 0.5 Aho : 
т 0.09% 773.9)(0.23) МЕ; 0.5 A, 4 [kg/s] (3.11) 


Equation 3.11 can also be derived from a theoretical analysis of the flow of 
gas entering and leaving an opening driven by buoyancy forces in a com- 
partment fire where the fire gases are well-stirred. The theoretical analysis 
assumes that the hot gases leave the compartment above a neutral plane 
with the cool air from outside entering below the neutral plane with no 
interaction between the two flow streams. This leads to the simplified 
expression in Equation 3.12 for the mass flow rate in through the opening 
(Drysdale, 1998; Karlsson and Quintiere, 2000): 


Wwe DA Cape [28 | — P 
3 


where p, = density of ambient gases (1.2 kg/m?), С,= discharge coefficient for 
the opening (20.7) and g = gravitational constant (9.81 m/s?). The square 
root of the density term on the right of Equation 3.12 is approximately 0.21 
where р,= density of the fire gases (kg/m?). Substituting these parameter 
values into Equation 3.12 gives zi, «0.5 A; b, reproducing the empirical 
Equation 3.11 from the Kawagoe experiments. 
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The ventilation-controlled heat release rate O, (in kW) for a single open- 
ing is then given by Equation 3.13 since the energy released per kilogram 
of oxygen is 13,100 kJ/kg-O, or 3,000 kJ/kg-air for a wide range of fuels 
(Huggett, 1980). Multiple openings may be considered using the total area 
and weighted average height of the opening. However, it may underestimate 
fire severity in compartments with separate ventilation openings at floor 
and ceiling level and does not apply to fuel-controlled fires. 


Q,«1500A,/h, [kW] (3.13) 


This simple equation provides an estimate of the maximum possible heat 
release within the compartment assuming all the oxygen entering through 
the opening is consumed in the reaction, i.e. the burning process is assumed 
to be stoichiometric. This means the air is supplied at the exact rate needed 
to combust the fuel vapours being produced. This is expressed as the stoi- 
chiometric air-fuel ratio r (with a value of approximately 5.7 for the com- 
bustion of wood). Even if the gases within a compartment form an ideal 
stoichiometric mixture, some burning gases may still emerge from an open- 
ing because the rate of heat release is not instantaneous, and a finite time 
is needed for the gases to mix and the reaction to be completed. In fully 
developed fires, the equivalence ratio, i.e. rha,/m;, is typically less than the 
stoichiometric air-fuel ratio, r. The term Global Equivalence Ratio (GER) 
is commonly used to describe the degree to which the fuel could burn in a 
compartment, with a value greater than 1, indicating that unburned fuel 
must leave the compartment to burn: 


GER=r 7 [-] (3.14) 


Mar 
Equation 3.13 can be refined to account for a reduced oxygen utilisation 
rate or combustion efficiency during the fire. For example, Equation 3.15 is 
proposed for inclusion in the next version of Eurocode 5 (prEN 1995-1-2, 
2021) based on an oxygen utilisation rate of 0.8: 


Q~1260A,/h [kW] (3.15) 


Babrauskas and Williamson (1978, 1979) included a means of allowing 
for both fuel-controlled and ventilation-controlled burning in a single-zone 
well-stirred reactor provided the rate of pyrolysis of the fuel is known at all 
times, so that the rate of heat release of the fire for ventilation-controlled 
burning can be given by Equation 3.16 (with r= stoichiometric air/fuel ratio) 
and for fuel-controlled burning as previously given by Equation 3.3. 
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АН, 


О, = № [kW] (3.16) 
For more complicated arrangements (e.g. multiple connected compart- 
ments), the ventilation-controlled heat release rate in two-zone models may 
be estimated from the available oxygen in the gases entrained into the fire 
plume. The following relationship is commonly adopted in multi-compart- 
ment two-zone models with a smoothing function added to account for the 
lower oxygen limit (Peacock et al., 2017; Wade et al., 2016). 


0, ~ о AH 02 [kw] (3.17) 


where m, = mass flow of gases entrained into the fire plume (kg/s), Yoz = mass 
fraction of oxygen in the plume flow (-) and AH,, - heat of combustion 
based on oxygen consumption (-13,100 kJ/kg-O, for hydrocarbon fuels). 


3.3.5 External flame projection 


Most fully developed fires also involve some external flaming, i.e. flames 
projecting from the fire compartment openings. There are various correla- 
tions found in the literature such as that from Law (1978) who proposed a 
simple correlation in Equation 3.18 for estimating the external flame height 
for a given compartment and opening configuration. This and similar cor- 
relations are generally derived from thermal plume data applicable to small 
non-combustible compartments in the absence of wind. 


Ry : 
кн, ак.) [kW] (3.18) 


where z=the flame length from the top of the opening (m), H,=opening 
height (m), W,=opening width (m) and R= mass loss rate of fuel (kg/s). 

When a compartment fire is ventilation-controlled and there are more 
pyrolysis gases generated than able to burn inside the compartment, as dis- 
cussed previously, some of the excess pyrolysis gases are transported with 
the outflow of smoke and gases through openings to the outside. Upon 
mixing with new sources of air/oxygen, these combustible gases can burn 
generating large flames that project from the openings. 

There have been a number of experiments reported in the literature where 
a large amount of combustible pyrolysis gases have been observed to burn 
external to the compartment when significant areas of timber on the internal 
surfaces are exposed to the fire. For example, Hakkarainen reported burn- 
ing in compartments of protected timber construction where approximately 
15% of the burning took place outside the compartment. This compared to 
another compartment where mass timber construction was fully exposed 
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and where the proportion of external burning was estimated to increase to 
approximately 50% (Hakkarainen, 2002). More recently, Kanellopoulos 
et al. (2019) also found that, in contrast to compartments with inert lin- 
ings, compartments with exposed timber as linings have prolonged external 
flaming and induce greater heat fluxes above and opposite the opening. 
Further research is needed to develop calculation methods to quantify the 
external flaming depending on the GER and the area of the exposed timber 
in the compartment (e.g. Hopkin and Spearpoint, 2021). 

Larger and more intense external flaming has important implications for 
external fire spread, including the choice of facade-cladding products and 
their configuration to mitigate vertical fire spread as well as design to pre- 
vent fire spread to adjacent buildings. Figure 3.3 illustrates external flaming 
from a compartment where the CLT ceiling was left exposed. 

This behaviour was also confirmed in a recent study involving reduced- 
scale CLT compartments by Gorska et al. (2021) who found that the burn- 
ing of timber surfaces resulted in larger flow velocities at the opening being a 
result of the burning surfaces inducing additional buoyancy and momentum 
inside the compartment. This also meant that there was less uniform mixing 
of the pyrolysis gases with oxygen leading to greater external burning. In 
addition, it was noted that the highest compartment temperatures did not 
occur directly beneath the ceiling as would be the case in non-combustible 
compartments, and that the burning rate of the ceiling was lower than for 
the walls. The findings by Gorska et al. (2021) are illustrated in Figure 3.4. 

Depending on both the size of the compartment and the size of the fire, 
it is possible to have a fire plume that cannot be contained within the com- 
partment, resulting in flame extension out of the openings. Flame extension 


Figure 3.3 External flaming from CLT compartment with timber ceiling exposed. 
Reproduced from Brandon (2021) with permission. 
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Figure 3.4 Schematic representation of the physical changes that occur when CLT is 
exposed in a compartment fire. Top: Traditional compartment fire with non- 
combustible linings. Bottom: Compartment fire with CLT linings. Adapted 
from Gorska et al. (2021) with permission from Elsevier. 


can occur when the fire plume impinges on the ceiling and the length of 
the ceiling jet is longer than the distance from the fire plume to opening 
(Gottuk and Lattimer, 2016). Flame extension is different from the external 
burning discussed above, but to the observer it may appear to be similar. 

Current international practices with respect to mitigating external verti- 
cal fire spread rarely consider this difference for compartments of non-com- 
bustible versus combustible construction. Nonetheless, many jurisdictions 
do permit the use of some combustible materials as surface linings or fin- 
ish materials in buildings where non-combustible construction may be pre- 
scribed. These may be limited in thickness, area, location and in the case 
of timber products may require flame-retardant treatments to meet flame 
spread indices. Further information is given in Chapter 5. 


3.3.6 External fire spread to neighbouring buildings 


The permitted separation distance between the external walls of adja- 
cent buildings, or between an external wall and a site boundary is often 
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calculated on the basis of limiting the received heat flux on the adjacent 
building or at some distance from the external wall of the fire compartment. 
It is usual to consider openings in the external wall (and any other parts of 
the wall likely to contribute heat) as a radiating surface. The received heat 
flux (in kW/m?) can be estimated by 


4 = Сот“ [kw im? | (3.19) 


where T=absolute temperature of the assumed grey-body radiator (K), 
€-emissivity of the radiator (-), o=Stefan—Boltzmann constant (5.67 х 
1071 kW/m?-K^) and @ = view factor (-) that depends on the size, geometry, 
orientation and distance of the radiation surface to the receiving surface. 
View factors for various geometric configurations can be found in the lit- 
erature, e.g. SFPE Handbook, Appendix 4 (2016). See also Lautenberger 
(2016) or other heat transfer text for a more comprehensive treatment of 
the topic. 

Another consequence of exposed timber surfaces leading to external 
flaming of longer duration and larger dimensions (compared to the ejected 
plumes from inert compartments) is the potential impact on building-to-fire 
spread, due to larger radiant heat fluxes in the far-field, in comparison with 
those from inert compartments. Further research is needed to fully quantify 
this effect. 


3.3.7 Species production 


The mass of a species product per unit mass of fuel burned is called the 
yield. For example, the yield of carbon monoxide (CO) is defined as 


mco 
Усо m, [ ] (3.20) 
where тсо = mass of CO (kg) and m; = mass of fuel burned (kg). The yield 
is relatively constant for a given fuel for overventilated fires, but increases 
as the fire becomes underventilated (i.e. GER > 1). Some species yields as a 
function of ventilation are given in Table 3.2 (Tewarson, 1995; Quintiere, 
2017). 

Since wood is an oxygenated fuel, it does not require additional oxygen 
from entrained air to form CO. This enhances the ability of the wood to 
generate CO in a vitiated atmosphere (Gottuk and Latimer, 2016). CO con- 
centrations greater than 5% have been reported for cellulosic fuels burning 
in compartments (Tewarson, 1984) and a series of tests were conducted 
by Lattimer et al. (1998) to evaluate the effect on species production from 
the addition of wood suspended below the ceiling in the upper layer of a 
reduced-scale compartment fire. They showed that wood burning in the 
upper layer resulted in much higher CO concentrations (10.1% vs. 3.2% 
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Table 3.2 Some species yields for solids 


Conditions Overventilated Underventilated 
Fuel Yoon (8/8) _ Ysoor (8/8) ^ Усо (g/g) Үсо (8/8) 
Wood (red oak, pine) 1.27 0.015 0.004 0.138 
Polystyrene (PS) 2.33 0.164 0.060 Not available 
Polyurethane (PU) flexible foam I.51 0.227 0.031 Not available 
Polyvinyl chloride (PVC) 0.46 0.172 0.063 0.360 


(Tewarson, 2002; Quintiere, 2017) 


without wood) with only small increases in the CO, concentrations (11.696 
vs. 10.4% without wood). A CO yield in underventilated fires of 0.2 g/g is 
often assumed regardless of the fuel. See Gottuk and Latimer (2016) for 
further information on this topic and for a description of an engineering 
methodology for estimating species transported to remote locations based 
on a compartment equivalence ratio. See also Table 5.10 for additional data 
for well-ventilated fires. 


3.4 COMPARTMENT FIRE TEMPERATURES 


This section gives an overview of the different types of fully developed com- 
partment time-temperature curves commonly used. A number of simplified 
solution techniques for estimating temperatures in fires are summarised by 
Walton et al. (2016) with more detailed information on the fundamental 
principles of compartment fire modelling in Quintiere and Wade (2016). 
Other useful references include the SFPE Standard S.01 for calculating fire 
exposures to structures (2011), Drysdale (1998), Karlsson and Quintiere 
(2000) and Wickstróm (2016). 


3.4.1 Energy and mass balance 


Compartment fire temperatures can be obtained by solving an energy bal- 
ance for the compartment. Considering the fully developed stage and treat- 
ing the compartment as a calorimeter, the energy balance, as illustrated in 
Figure 3.5, can be described by (Drysdale, 1998) 


Òr =Ò, +Qw+Or+Qs [kW] (3.21) 


where Q;- heat release rate due to the combustion (kW); О; =rate of heat 
loss due to the convective flows through the opening (kW); Ow -rate of 
heat loss through the walls, ceiling and floor (kW); Og=rate of heat loss by 
radiation through the openings (kW); and О; -rate of heat storage in the 
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Figure 3.5 Energy balance for a fully developed compartment fire. Copyright © 2000 
From Enclosure Fire Dynamics by Karlsson and Quintiere. Reproduced with 
permission from Taylor and Francis Group, LLC, a division of Informa plc. 


gas volume (kW). The rate of heat storage in the gas volume О; is small and 
often ignored. 

The heat release due to the combustion Ор is determined using Equation 
3.3 or 3.13 (or 3.15) as applicable. If the fire load L (in kJ) is known and the 
ventilation-controlled burning rate is assumed constant, then the duration 
of the burning period can be estimated as L/Oy in seconds. 

The rate of heat loss due to the convective flows through the opening 
O, can be described by Equation 3.22 (where T, is the compartment gas 
temperature and T, is the ambient temperature) if we assume that the rate 
of air inflow is equal to the outflow and if we ignore the mass contribution 
from the fuel. 


Òr =туе(Т,-Т,) [kW] (3.22) 


The rate of heat loss through the walls, ceiling and floor Ow depends on the 
gas temperature inside the compartment and on the surface temperature of 
the respective internal surfaces. For the simple case of a semi-infinite solid, 


Ow can be written as follows: 


Ом =(А ^) SPECT, Tə) [kw] (3.23) 


However, Equation 3.23 assumes the gas temperature is constant and 
therefore cannot be used to calculate a changing temperature-time curve. 
Consequently, a numerical solution is needed instead. Under transient con- 
ditions with constant properties and no internal generation, the appropri- 
ate form of the general heat equation should be used. This can be solved 
using numerical methods described elsewhere allowing transient heating 
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conditions and radiative and convective boundary conditions to be consid- 
ered (Drysdale, 1998; Incropera and DeWitt, 1990; Wickstrém, 2016). 

The rate of heat loss by radiation through the openings Ox (in kW) is 
calculated as follows: 


Òr =А ја (1; Ту) [kW] (3.24) 


where е= ауегаве emissivity of the flames and gases as they radiate out 
through the opening (-), o=Stefan—Boltzmann constant (5.67 х 10-1! kW/ 
m?-K*), T,=gas temperature (К), T, - ambient temperature (K) and А, = area 
of the opening (m?). 

Solving the energy balance numerically allows the gas temperature curve 
to be determined with inputs that include the heat release rate of the fire 
Qr, the thermal properties of the compartment boundary kpc, the area of 
the bounding compartment surfaces A, the ventilation factor Ao b, and 
the fire load L. Well-known examples of time-temperature curves from 
an energy balance of this type are those of Magnusson and Thelandersson 
(1970), with examples shown in Figure 3.6. 

Increasing the fuel load in the building will generally increase the dura- 
tion and overall severity of the fire, as illustrated in Figure 3.6a. In addition 
to combustible room contents, there may be additional contributions from 
the building fixtures, fittings and structure which is particularly relevant 
for timber buildings. During the fire growth period, factors such as the geo- 
metric arrangement of the fuel, the exposed surface area (and surface area 
to mass ratio), thickness and orientation along with the fuel properties (e.g. 
heat of combustion, heat of gasification) will all affect how quickly the fire 
grows and the shape of the time-temperature curve. Guidance on selecting 
fire loads for design is provided in NFPA 557: Standard for Determination 
of Fire Loads for Use in Structural Fire Protection Design. 

Increasing the amount of ventilation (starting with a small opening) in a 
compartment will lead to a faster and hotter fire, as shown in Figure 3.6b – 
up to the point where the amount of air and oxygen supplied is enough for 
complete combustion to take place. However, a continued increase in the 
ventilation will cool the fire and shorten the duration as more combustion 
products and heat is lost from the compartment. 


3.4.2 Parametric/natural fires 


Parametric fires are equation-based expressions of time-temperature 
curves, with the best-known being those defined in EN 1991-1-2, Appendix 
A. They are based on Magnusson and Thelandersson’s work and later mod- 
ified and simplified by Wickstróm (1985). 

EN 1991-1-2:2002 Annex A states that the given equations are valid for 
compartments up to 500 m? with a maximum compartment height of 4 m 
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Figure 3.6 (a) Time—temperature curves for varying fuel load and constant ventilation. 
(b) Time—temperature curves for varying ventilation and constant fuel load. 


Adapted from Buchanan and Abu (2017) with permission from John Wiley & 
Sons, Inc. 


and assume that the compartment fire load will be completely burned out. 
Modifications to these equations have also been proposed by Reitgruber et 
al. (2006). Parametric fires, as given in EN 1991-1-2 Annex A, are appli- 
cable to timber compartments only if the timber surfaces are encapsulated 
such that they do not become exposed during the fire and do not otherwise 
contribute fuel to the fire. This requires any glueline failure of CLT and any 
failure of the gypsum protection to be avoided (Brandon, 20182). 

As a general note, the maximum temperatures in parametric curves are 
often higher than measured in large-scale experiments, which means over- 
estimation for those parts of the curves. On the other hand, the decay phase 
of the parametric curves is often steeper (and therefore shorter) compared 
to experimental results (i.e. an underestimation), suggesting they may not 
be appropriate for use with compartments with exposed timber surfaces. 
Alternative approaches to overcome these limitations of the current EN 
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1991-1-2 parametric temperature-time curves are described by Zehfuss апа 
Hosser (2007), and these are currently included in the German National 
Annex to EN 1991-1-2 (DIN EN 1991-1-2/NA). 

See Section 3.8.1 for an engineering approach to account for the contri- 
bution of exposed timber surfaces with an example shown in Section 3.9. 


3.4.3 Localised fires 


Traditional methods for quantifying and modelling compartment fires for 
structural engineering analysis assume spatially homogeneous temperature 
conditions. Stern- Gottfried et al. (2010) analysed temperature distributions 
in a range of post-flashover compartment fires and found that uniform tem- 
perature conditions are not present and variation from the compartment 
average exists. They found peak local temperatures ranged from 23% to 
75% higher than the compartment average. 

Various localised fire models have been published in the literature. The 
most widely used are those in EN 1991-1-2, Annex C, giving equations 
for calculating the heat flux to a specific part of a structure. The heat flux 
calculations mainly depend on the fire size, the flame length and the relative 
position of the structural element relative to the fire plume both vertically 
and horizontally. Different equations are available depending on whether 
the flames impinge on the ceiling or not. 


3.4.4 Travelling fires 


In some compartments, a fire has been observed to travel or migrate around 
the compartment such that the burning is not uniform throughout the com- 
partment. It can also be thought of as a localised fire that moves. This 
is more commonly associated with large open compartments rather than 
smaller compartments where traditional post-flashover design fires are 
often assumed. As a guide, EN 1991-1-2 limits application of uniform para- 
metric fires to floor areas up to 500 m7. In travelling fires, fire spread is а 
function of the fuel load, the size and geometry of the compartment and 
the location of interest and is less influenced by the thermal properties of 
the lining materials due to the lesser proximity of the fire to the walls and 
openings. However, this does not necessarily mean that a travelling fire 
will be less severe than a uniformly burning fire. Previous studies (Law et 
al., 2011; Stern-Gottfried & Rein, 2012) have demonstrated that travelling 
fires can be onerous for the structure as a result of the different thermal and 
structural responses they produce compared to uniform fires. 

As a result, travelling fire methodologies (TFM) for structural fire design 
purposes have been proposed (Rackauskaite et al., 2015). These methodolo- 
gies have been developed for non-combustible compartments and are not 
strictly applicable where timber elements are exposed or partially protected. 
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TFM considers design fires to be composed of two moving regions: the near- 
field (flames) and the far-field (smoke). The near-field model represents the 
flames directly impinging on the ceiling and assumes the peak flame temper- 
atures. The far-field model represents smoke temperatures which decrease 
with distance away from the fire due to mixing with air. Equations for both 
localised fires and travelling fires in traditional compartments (without 
exposed timber on the ceiling) can be found in ISO/TS 16733-2 (2021). 

However, it is important to note that the development of the TFM method- 
ology has primarily been limited to non-combustible compartments. There 
has been very little research conducted in relation to travelling fires in com- 
partments with exposed timber linings, and there is currently no generalised 
guidance available. In a recent experiment in a large compartment with an 
exposed CLT ceiling, Kotsovinos et al. (2022) found that the temperature 
profiles beneath the CLT ceiling were unlike the travelling fire methodolo- 
gies in the literature. Although there have been few tests of mass timber 
compartments representative of open-plan layouts, recent experiments sug- 
gest that burning on ceiling surfaces will increase the fire spread rate and can 
result in a fully developed fire rather than a travelling fire (Liu & Fischer, 
2022). Therefore, at the current time, existing travelling fire methodologies 
for non-combustible compartments cannot be used to design large compart- 
ments with large areas of exposed mass timber. Given the growing demand 
for compartments of this type to be constructed, this represents a significant 
current research need (Rackauskaite et al., 2020). 


3.4.5 Standard fire resistance test 


The majority of countries require fire resistance of elements and assemblies 
to be evaluated in accordance with the standard time-temperature curve, 
as defined in ISO 834 and EN 1363-1 (Equation 3.25). In North America, 
similar standard test methods are required, such as the ASTM E119 (USA) 
and CAN/ULC S101 (Canada), as given per Equation 3.26: 


Т, = 20+ З4510о(8:+1) [°C] (3.25) 


T = 20+ 750(1- gate) +22/t [PC] (3.26) 


where Т; = furnace gas temperature (°C) and t = time (min). 

Standard fires, in contrast to real or parametric fires, do not incorporate 
a decay stage, and the standard test is terminated at a specific time during 
the heating period. By comparing results of a parametric fire curve analysis 
with the results of room fire experiments, Mikkola et al. (2017) have sug- 
gested that when a very large proportion of exposed wood material contrib- 
utes to the fire, then the hydrocarbon (HC) curve might be used instead of 
the standard fire resistance curve as a worst-case design fire scenario. 
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When conducting a standard fire resistance test on a combustible test spec- 
imen, the amount of furnace fuel required (typically gas) will be less than 
for a non-combustible test specimen, to follow the same specified time-tem- 
perature curve. However, even if the concept of fire testing in furnaces was 
developed for non-combustible construction, the actual thermal exposure of 
combustible assemblies in a standard fire resistance test is similar to that of 
non-combustible assemblies, because the furnace tests simulate a ventilation- 
controlled fire development for a predefined duration (Schmid et al., 2019). 
The lower amount of burned fuel in furnace tests with timber assemblies 
can be explained by the contribution of combustible gases released from the 
specimen and the low thermal inertia of the wood. Nevertheless, the fire 
exposure will conform to the applicable standard fire test requirements. 


3.5 FIRE EXPERIMENTS IN CLT COMPARTMENTS 


Over recent years, there have been many compartment fire tests incorpo- 
rating various amounts of exposed and/or protected CLT on the walls and 
ceiling. These experiments have contributed to the understanding of the 
fire dynamics in these types of compartments and the influence of various 
parameters such as adhesive selection, CLT layer configuration and char 
layer fall-off, amount of exposed CLT, fuel load and the area of openings. 
The following experiments are a selection of some of the more recent studies. 


• Arup conducted an experiment on burning wood cribs in a large 
open-plan compartment with a floor area of 352 m? that included a 
fully exposed CLT ceiling (Kotsovinos et al., 2022). 

* American Wood Council Project with experiments carried out by the 
Research Institutes of Sweden (Brandon et al., 2021). 

* US Department of Agriculture Forest Products Laboratory experi- 
ments on a two-storey mass timber building (Zelinka et al., 2018). 

* NFPA Research Foundation Project with experiments on CLT com- 
partments carried out at NIST (Su et al., 20182). 

* National Research Council of Canada, experiments with exposed 
wood surfaces in encapsulated mass timber construction (Su et al., 
2018b). 


Brandon and Óstman (2016) have published a detailed literature review as 
part of the NFPA Research Foundation Project that includes a summary of 
41 fire experiments in compartments, conducted up until 2016, comprising 
exposed or protected wood-based construction. Additionally, they give an 
overview of the relevant test parameters, results and conclusions. Liu and 
Fischer (2022) also provide a comprehensive review of recent large-scale 
CLT compartment fire tests, including more recent tests conducted since the 
Brandon and Ostman report. 
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Figure 3.7 Fire development that could result from a compartment fire with exposed 
mass timber surfaces. Adapted from Barber et al. (2021) with permission. 


The major finding from the large number of compartment fire experi- 
ments conducted to date is that exposed timber on the compartment inter- 
nal surfaces impacts the compartment fire dynamics, specifically the fire 
growth, rate of heat release, fire duration and the fire decay. Figure 3.7 illus- 
trates possible fire development curves for different amounts of exposed 
wood (Barber et al., 2021). Curve “1” is typical for compartments where 
the internal surfaces are non-combustible or where the wood is protected. 
In this case, once the compartment contents (movable fuel load) are con- 
sumed, there is a steady and predictable decay. In situations with some 
exposed wood, there can be fire decay, like curve “1,” but then the fire 
may regrow, due to a possible glueline failure of CLT (char layer fall-off) or 
the failure of any protective encapsulation (curve “2”). If there are larger 
amounts of exposed wood or areas of wood exposed to each other promot- 
ing re-radiation, then the fire may not decay, even after the contents are 
consumed, as shown in curve “3.” 


3.6 OTHER FACTORS FOR TIMBER COMPARTMENTS 


3.6.1 Char fall-off 


While the char layer in solid wood members may erode, crack and fissure 
over time due to oxidation of the char including pieces of char falling away, 


Fire dynamics 89 


engineered timber in addition may be susceptible to failures associated 
with the adhesive used to bond the lamellae together. For a given fire sce- 
nario, the time to failure will mainly depend on the orientation (vertical or 
horizontal) and layup (crosswise or in the same direction) of the lamellae. 
However, if the glueline integrity is not maintained, it will also depend on 
the thickness of the lamella. 

Phenolic-resorcinol-formaldehyde adhesives (RF/PRF) have tradition- 
ally performed well in timber structures given their excellent structural 
performance, long-term durability performance and resistance to fire tem- 
peratures. Newer adhesive types such as melamine-(urea)-formaldehyde 
(MF/MUF), emulsion polymer isocyanate (EPI) and polyurethane (PUR) 
have become increasingly popular in engineered timber due to their lower 
cost, handling, shorter hardening times and gap-filling capacity. Some 
may perform well at fire temperatures, but some may not. In recent times, 
one-component polyurethane (1C-PUR) adhesives for engineered timber 
products have also become very popular, but many formulations do not 
perform well in fire and soften at temperatures before charring of tim- 
ber occurs. Newer more temperature-resistant formulations are under 
active development largely driven by imminent code changes for the use 
of fire rated CLT in North America requiring compliance with ANSI 
PRG 320-18. In Europe, the next version of Eurocode 5 (prEN 1995-1- 
2, 2021) will contain a method to quantify if the glueline integrity of a 
glued engineered wood product is maintained in fire. The mass loss rate 
and the charring rate of the timber products are key parameters for the 
evaluation of the performance of engineered glued timber products in fire 
(see Chapter 7). 

In both fire resistance and compartment fire tests of CLT manufactured 
using adhesives not compliant with ANSI PRG 320-18, fall-off of charred 
lamellae has been observed (Brandon & Dagenais, 2018), as illustrated in 
Figure 3.8, followed by an increased charring rate and fire regrowth. Frangi 
et al. (2009) concluded that CLT with thicker layers showed better fire 
behaviour compared to that with thinner layers, while Klippel et al. (2014, 
2016) reported that ceilings were more prone to fall-off of charring lamellas 
than exposed walls, likely due to the action of gravity. 

A recent series of full-scale compartment experiments were carried out 
by Su et al. (2018b) with CLT manufactured with a fire-resistant adhesive. 
All tests in this series showed that the CLT maintaining glueline integrity 
demonstrated improved resistance to the char layer fall-off. In these experi- 
ments, there was no char layer fall-off after the time the char front had 
passed the adhesive bond and the fire led to self-extinguishment. Other 
large-scale compartment fires with CLT manufactured with fire-resistant 
adhesive meeting the North American standard ANSI/APA 320 have been 
conducted in Sweden for the American Wood Council to further demon- 
strate the effectiveness of this new generation of CLT panels (Brandon, 
2021). 
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Figure 3.8 Example of char fall-off. (Photo Daniel Brandon with permission.) 


There are therefore two main approaches to mitigating the risk of char 
fall-off in CLT. The first (and more reliable) option is to use an adhesive that 
is fire-resistant such that the glueline integrity is maintained. The second 
option is for the thickness of the surface layer of CLT to be greater than 
the maximum expected depth of charring ensuring that the temperature at 
the glue line is low enough to avoid a fall-off of charring lamellae for the 
full duration of the expected fire. However, it is recommended that only 
adhesives able to resist the expected temperatures reached during a fire are 
used where a requirement to withstand burnout must be met. Another rea- 
son is that currently available verification methods to demonstrate burnout 
is reached are not able to consider the influence of a char fall-off. This is 
another area of active research. 


3.6.2 Protective coverings 


There are generally three methods for protecting engineered timber: (1) use 
of fire-retardant or intumescent coatings; (2) use of fire-retardant chemicals 
to pressure-impregnate timber; (3) the use of protective materials, including 
insulative sheets or other materials applied to the face of the timber. The 
first two methods are often used to influence the flame spread behaviours 
(surface flammability) during the early stages of fire development while 
occupant evacuation is underway. Except for some intumescent coatings, 
they typically have little effect on fire resistance performance and only 
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improve the reaction to fire class performance. On the other hand, sheet- 
or board-insulating protective materials can be used to increase the level 
of fire resistance for timber structures by limiting or delaying the onset of 
charring. 

Sheet or board products can be applied to the surface of mass timber 
construction, such that some or all of the mass timber is protected either 
to prevent charring (encapsulation) or to delay charring (partial encapsula- 
tion) of the underlying wood, as described in Chapters 2 and 6. 

If a strategy of partial encapsulation is used, there is a risk for timber 
to pyrolyse and contribute to the fire at some stage during the fully devel- 
oped or decay stages of the fire, and therefore the potential effect on the 
fire dynamics must be considered. The easiest strategy to fully mitigate the 
hazards of timber construction is to prevent it from burning or pyrolysing 
in the first place (i.e. encapsulation). This strategy can be achieved if the 
surface of the timber is protected so that the maximum temperature of the 
timber is kept low enough to avoid charring and unacceptable damage prior 
to burnout. There are standard test methods available that are intended 
to limit temperatures on structural timber to mitigate against charring or 
combustion for specified periods of time based on standard fire resistance 
test exposures. For example, both CAN/ULC $146 and EN 13501-2 (for 
K-classes with testing to EN 14135) require the average temperature rise 
at the interface between the timber and encapsulation be no higher than 
250°C and also the maximum temperature rise at any single point be no 
higher than 270?C. Besides the temperature requirement, the onset of local 
charring or damage on the substrate is considered as additional criterion in 
Europe. In cases where sufficient protection is to be provided to the under- 
lying structure/substrate to fully mitigate the onset of pyrolysis for the full 
duration of the compartment fire, the interface temperature between the 
substrate and lining should remain below 200°C (to avoid the decomposi- 
tion of hemicellulose and maintain additional strength) as recommended by 
the Structural Timber Association (2020). Further information on timber 
protection is found in Chapter 6. 

The performance of various encapsulation methods for cross-laminated 
timber panels, including Type X gypsum board, intumescent coating, rock 
fibre insulation and spray-applied fire-resistant materials were reported by 
Hasburgh et al. (2016). Timber strength and stiffness reduction factors due 
to elevated temperatures are discussed in Chapter 7. 


3.6.3 Location of exposed or partially 
protected timber surfaces 


The location and area of exposed timber linings can influence both the fire 
growth rate during the pre-flashover stage (which may be important for 
occupant safety during evacuation) and the burning rate in post-flashover 
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fully developed fire, including effects on structural fire behaviour and 
external flaming. It has been observed that where burning timber surfaces 
face each other such as opposing surfaces, in corners or across wall/ceiling 
intersections or are in a corner arrangement, the reradiation between these 
surfaces may be an important contributor to sustaining higher levels of 
local heat flux, whereas calculations based on global energy balance for the 
compartment might not be sufficient to capture these effects. For example, 
researchers, e.g. Hadden et al. (2017) and Li et al, (2016), have found that 
radiative exchange between burning wood surfaces was sufficiently high 
to sustain the flaming and for the burning to continue. This effect can be 
minimised by including exposed timber on only one wall or ceiling surface, 
thus avoiding exposed adjacent surfaces in a corner. Hadden et al. (2017) 
also observed that in compartments with two surfaces of exposed timber 
burnout could be achieved but was dependent on the char layer remaining 
attached, i.e. no glueline failure or char fall-off during the burning or the 
decay period. 

In fully developed fires, Gorska et al. (2021) also found that the rate of 
pyrolysis of an exposed timber ceiling is less than for the walls and there- 
fore exposed timber on the ceiling might be preferred over a wall location. 
Gorska et al. attributed the lower pyrolysis rate for the ceiling to a less 
efficient char oxidation process which corresponded to a thicker char layer 
that diminished the heat flux reaching the pyrolysis front. This reduction 
in burning rate of the ceiling compared to the other surfaces was approxi- 
mately 30%. This effect was also seen in a compartment experiment (Test 5) 
by Su et al. (2018b). However, there are other disadvantages of an exposed 
timber ceiling such as faster fire spread and higher CO yields, as previously 
mentioned. 

Finally, the top side of a CLT floor panel also requires consideration if it 
is not encapsulated to prevent onset of charring, such that the contribution 
of the timber to the fuel load must be considered in any fire severity calcula- 
tions to verify if burnout is expected to occur. 


3.6.4 Wind effects 


There is limited information available about the effect of wind and air cur- 
rents in relation to buildings of all types of structural materials, especially 
in the post-decay period. With respect to timber buildings, Crielaard found 
that the airflow did have an influence on the smouldering of CLT, but he 
only investigated two flow rates (Crielaard et al., 2019). 

Wind-driven flows created by openings on both the upwind and down- 
wind sides of a building can be accompanied by higher temperatures and 
make fire-fighting more difficult, particularly in taller buildings. NIST per- 
formed fire experiments in the laboratory and in a seven-storey structure to 
enable a better understanding of wind-driven fire tactics, including struc- 
tural ventilation and suppression (Kerber & Madrzykovski, 2009). As part 
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of their laboratory experiments, they found that wind-driven fire behaviour 
can occur with wind speeds as little as 4.5 m/s. The effect of wind-driven 
flows on charring rates is difficult to predict and requires further study. 

See also Chapter 14 for more information on firefighting in timber 
buildings. 


3.7 DESIGN TO WITHSTAND BURNOUT 


3.7.1 Design intent 


The fire resistance framework in modern codes and standards based on 
standardised tests can be traced back to early work on time-equivalence by 
Ingberg (1928) where the fuel load in compartment fires was related to the 
fire duration. Codes and standards subsequently formulated fire resistance 
levels based on characterising the fuel load in a compartment in the expec- 
tation that for a given fuel load, the specified fire resistance rating should be 
sufficient for the building element to withstand burnout without structural 
failure or fire spread. 

Using the current fire resistance framework, it may be possible for design- 
ers to obtain the necessary approvals from regulators without explicitly 
addressing the issue of burnout, i.e. in those buildings not required to be 
designed for burnout such as some low-rise or mid-rise timber buildings. 
However, as timber buildings become increasingly taller and more complex, 
the consequence of failing to design for burnout will also become greater, as 
does the risk to life, property and the environment (Law & Hadden, 2017). 
While some regulatory authorities around the world have been reviewing 
and updating requirements to allow greater use of mass timber structures, 
there are other countries where the regulatory requirements are much less 
detailed and where greater reliance is therefore placed on the expertise of 
the designers to ensure that timber structures achieve the goals and objec- 
tives of the local building code. 

Since the research being done regarding fire performance of timber struc- 
tures and the understanding of the fire dynamics in particular is still rap- 
idly evolving, it is essential for structural fire engineers to exercise caution 
and as much as possible apply the current knowledge regarding design to 
withstand burnout to those buildings where there is a requirement for the 
structure to remain stable after the fire. This would likely include almost 
all tall, and many midrise, buildings with considerable exposed timber sur- 
faces, and likely exclude those considered to be common low-risk. Some 
countries may have explicit requirements in this regard. For example, in 
Canada, guidelines for the development of limit states design CSA S408 
(2011) stipulate that design for burnout is only required for buildings that 
are classified as “high buildings.” In Canada, this would typically include 
residential buildings taller than 18 m or office buildings taller than 36 m. 
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Hybrid buildings using steel frame (or concrete) structures with exposed 
CLT or other mass timber panels should also include the fuel load from 
charring of exposed structural timber in any fire severity calculations when 
verifying the fire performance of the steel frame (or concrete) structure. 


3.7.2 Burnout 


When designing with the intent of achieving burnout, the response of the 
timber during the decay stage of the fire may become critically important. 
This is because temperatures within the timber sections may continue to 
increase after the peak fire gas temperature in the compartment has been 
reached and the decay stage commences. This is sometimes referred to 
as the “thermal wave” and occurs in most structures, including concrete 
and protected steel. While the higher insulating effects of timber do help 
to mitigate the impact of this thermal wave, it is still important in tim- 
ber structures because of the potential reduction of strength and stiffness 
within the residual cross section that occurs some time after the peak com- 
partment gas temperature has been reached, i.e. during the decay stage of 
the fire. 

When designing for fuel burnout and to ensure structural integrity of 
timber structures, it is critical to ensure that flaming combustion ceases 
and smouldering combustion is minimised after the moveable fuel load has 
been consumed within the compartment. This will typically require a fire 
watch after the event and facilitating firefighters to manually extinguish 
any areas of smouldering that may remain. The residual structure can then 
be assessed for its load-bearing capacity after the fire. This is in contrast to 
a standard fire resistance test where the test is terminated at the end of the 
heating period and the specimen is often extinguished with water or left to 
smoulder and collapse after the test has ended. 

The calculation for the rate of pyrolysis (e.g. Equation 3.1) is only appli- 
cable for solid timber. Where wood products comprise engineered timber 
and where layers of timber are bonded together with adhesive, the possi- 
bility of char layer fall-off due to glueline integrity failure of the adhesive 
bond at fire temperatures must be considered. If char fall-off occurs during 
the fire, fresh timber will be subjected to heating, the pyrolysis rate may 
increase and the burning may continue. 

There have been a number of medium- to large-scale CLT compartment 
experiments conducted that have shown that burnout can be achieved under 
certain conditions, including those by Su et al. (2018b) where the CLT was 
manufactured using a fire-resistant adhesive. Where burnout was achieved, 
there were typically few exposed CLT faces within the compartment, com- 
paratively low fuel loads and minimal char “fall-off.” Conversely, where 
there have been a larger number of exposed faces and significant char “fall- 
off,” a secondary flashover and regrowth of the fire (or sustained burning) 
has been observed (Law and Hadden, 2017). A series of five compartment 
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fire experiments (Zelinka et al., 2018) in a two-storey apartment structure 
conducted by the USDA Forest Products Laboratory at the US Bureau of 
Alcohol, Tobacco, Firearms and Explosive (ATF) Fire Research Laboratory 
demonstrated cases where the fire was contained and ceased to burn for 
a fully protected CLT structure; where only a limited area of ceiling was 
exposed (20% of the floor area); and also for the case of two perimeter walls 
with an exposed area equal to 40% of the floor area. This series of com- 
partment experiments has informed proposed changes to the International 
Building Code (IBC) in relation to mass timber construction. Further com- 
partment fire experiments undertaken by Brandon et al. (2021) using ANSI 
PRG 320-18 qualifying CLT showed that burnout could be achieved with 
100% of the ceiling area exposed with other surfaces protected; or with 
walls with exposed area 40% of the floor area and at least 4.5 m between 
any exposed areas on walls that were facing each other. Further proposed 
changes have been made to the IBC along these lines based on this research 
(Brandon and Smart, 2021). 

If it is possible to calculate the heat losses and the pyrolysis rate with 
acceptable accuracy, then it may also be possible to show, for a non-fire- 
resistant adhesive, that burnout could occur such that the depth of char 
does not reach the first layer of adhesive and that the temperature of the 
adhesive is sufficiently low that bond failure of the adhesive is unlikely. 
However, it needs to be recognised that there are considerable uncertain- 
ties in calculating the pyrolysis rate, temperature profile and when and how 
much char fall-off, if any, might occur due to the failure of the adhesive 
within the timber elements. Therefore, if likely burnout must be verified 
in projects, a more prudent approach is to specify adhesives that are more 
resistant to fire temperatures such that the burning behaviour of the engi- 
neered timber sections would be expected to be similar to that of solid 
timber and thus avoiding the prospect of premature failure at the bond line. 
In Europe, Klippel et al. (2018) proposed a new method using standard fire 
exposure to assess the adhesive performance in fire with a model-scale fire 
test where the mass loss rate of a timber panel (such as CLT) is used to draw 
conclusions on the performance of the timber product and consequently 
on the bond line performance. The concept compares the mass loss rate 
of a solid timber panel (serving as a benchmark) with the mass loss rate 
of the glued engineered wood product. It is recommended in future to use 
fire tests to determine the charring rate and the mass loss rate of the tested 
specimen as described in Klippel et al. (2018). This method will likely be 
adopted in the next version of Eurocode 5 (prEN 1995-1-2, 2021) to define 
the charring performance of the timber product. It is also important for the 
construction to be detailed, following specific principles to avoid fire spread 
via cavities and voids, as discussed in Chapter 9. 

The conditions under which burning and smouldering cease in engi- 
neered timber is currently an active area of research, and guidance may 
well be amended and refined as further data becomes available. 
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3.8 CALCULATION METHODS FOR 
COMPARTMENTS WITH EXPOSED TIMBER 


3.8.1 Methods using parametric fires 


Performance-based design with the objective of ensuring a compartment burn- 
out of contents without collapse or fire spread through compartment bound- 
aries may require an estimate of the ultimate char depth within mass timber 
construction to be determined. This requires that the contribution from the 
timber surfaces must be accounted for. Parametric time-temperature relation- 
ships developed for natural compartment fires in non-combustible compart- 
ments, e.g. EN 1991-1-2 Annex A, are not applicable when the compartment 
boundaries are combustible and contribute additional fuel to the fire. 

However, parametric curves may be modified to account for the contribu- 
tion from combustible mass timber. Brandon (2018a) proposed an engineer- 
ing method based on the parametric fire equations in conjunction with an 
iterative procedure to estimate the char depth by adjusting the fuel density at 
each iteration. The char rate was based on an empirical model derived from 
a large number of parametric fire tests. However, Brandon’s method is only 
applicable when glueline integrity of engineered timber lamella is maintained 
and any protective board encapsulation products used to protect the underly- 
ing timber do not fail or fall off. These additional requirements must be sepa- 
rately demonstrated (e.g. using the approaches described in Section 3.6.2). 

Barber et al. (2016) proposed a similar two-step engineering methodol- 
ogy for CLT, but included the additional step of checking for smouldering- 
extinction of CLT. This involved calculating the incident radiant heat flux 
on the timber surfaces and ensuring it was below a critical value of about 
5-6 kW/m?. 

Schmid and Frangi (2021) also proposed a model to estimate the contri- 
butions from structural timber to a fire from its fully developed and decay 
phases until burnout using the energy stored in the char layer as a key 
characteristic. Their Timber Charring and Heat Storage (TiCHS) model 
introduces a second material being the “char layer.” Schmid and Frangi 
concluded that the TiCHS model is able to predict burnout and the char- 
ring depth. Further, the model allows the determination of the factor a, 
to describe the combustion behaviour of structural timber. Currently, the 
model is validated for the gas velocities, which occur in compartments with 
openings on one side. In the future, it is expected that imposed gas flow 
by wind can also be considered, a phenomenon that may be important for 
medium- and high-rise buildings with wind crossflows. 

The remainder of this section describes an iterative procedure for deter- 
mining the amount of fuel contributed by exposed mass timber surfaces and 
the resulting depth of char for a fire with a parametric temperature-time 
curve from EN 1991-1-2 Annex A (previously discussed in Section 3.4.2). 
However, it is important to note that while this type of calculation may be 


Fire dynamics 97 


necessary to demonstrate burnout is possible, it is not sufficient on its own 
and cannot be used to verify the cessation of all smouldering combustion. 

Following EN 1991-1-2 Annex A, the gas temperature 0, (°C) at time t 
(hours) is given by 


Og = 20+ 1,325(1- 0.324e°*" 0.2048 1^ — 04726 ?') [°C] (3:27) 


where T = heating rate factor that depends on the thermal properties of the 
compartment and the opening factor O, р = density (kg/m?), c=specific heat 
(kJ/kg-K), k=thermal conductivity (kW/m-K) of the compartment’s bound- 
aries, A,=total area of floors, walls and ceiling, including openings (m7), 
and h,=weighted average height of the compartment openings (т). 


О ) 
е) [У] (3.28) 

0.04 

A 
G-A [m] (3.29) 


An empirical relationship for the char rate dependent on the heating rate 
has been proposed by Brandon (2018b). This was based on fire tests in 
modern furnaces controlled using plate thermometers updating a correla- 
tion currently included in Eurocode 5, Appendix A, previously developed 
by Hadvig (1981). The parametric char rate 2 par (mm/min) is given by 


Boar = ВГ? [mm/min] (3.30) 


where В is the charring rate corresponding to standard fire resistance tests 
following ISO 834 and corresponds to either the one-dimensional 3, char- 
ring rate for flat surfaces or the notional charring rate fj, for rectangular 
members, as described in EN 1995-1-2. 

Charring is assumed to start reducing at time £, given by 


EE 0.009 $i [min] (3.31) 


where 4, а= design fire load per unit area of internal surfaces excluding the 
openings (M]/m?). 

Charring is assumed to completely stop at time 3£,, so the final char 
depth is given by 


char Е 2 Bparto [mm] (3.32) 
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The gas temperature starts to decline at time tha, (from EN 1991-1-2 Annex 
A). 


thax = max[0.00028,4/O;t;,] [hour] (3.33) 


where 1, 20.333 hour (20 min) assuming a medium fire growth rate (25 
min for slow and 15 min for fast fire growth rates). 

The contribution of timber is calculated iteratively using the following 
expression where 4/7 is the total fire load at the (i + 1)th iteration, includ- 
ing the moveable fire load q,,4, which is the moveable fire load per unit 
compartment internal surface area, including the openings (M]/m?). thax is 
constant and does not change for subsequent iterations. 


Acro (dia = 0.7 Bparthax ) 
A 


il 


Фа = One + 


[mm] (3.34) 


where A,=internal compartment surface area, including openings (m7), 
Acyr=area of exposed timber (m2), and a,=ratio between the heat release 
and char depth and is taken as 5.39 MJ/m? per mm of char depth experi- 
mentally determined by Schmid et al. (2016). This was derived from cone 
calorimeter experiments at an irradiance of 75 kW/m? flux for char depths 
exceeding 10 mm. The parameter 0.7 Bpatmax is an estimate of the propor- 
tion of the char depth burning outside the compartment during the fully 
developed stage (of a duration thax) in a non-combustible compartment. 
Equation 3.34 is therefore only valid for compartment fires that reach flash- 
over and become fully developed. 

To validate the method based on a selected number of compartment 
experiments as shown in Table 3.3, Brandon (2018a) produced the 
comparison of the predicted and experimental char depth, as shown in 
Figure 3.9. The opening factors applying to the experiments were in the 
range of 0.03-0.10 m?? and the method might not apply where the open- 
ing factor lies outside this range. The method is also applicable only when 
glueline integrity of engineered timber lamella is maintained and any pro- 
tective board encapsulation products used to protect the underlying timber 
do not fail or fall off, and where exposed adjacent wood surfaces do not 
face each other. 

When the char depth converges to a stable value in the calculation, the 
designer can assume this to be an estimate of the maximum char depth 
within the exposed wood surfaces within the compartment. However, this 
excludes any localised effects and hot spots where smouldering combus- 
tion may persist requiring additional consideration, as discussed in Section 
3.2.3. 
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Figure 3.9 Predicted versus experimental char depth at or near the end ofthe decay phase. 
Reproduced with permission from Fire Protection Research Foundation, Fire 
Safety Challenges of Tall Wood Buildings — Phase 2: Task 4 — Engineering 
Methods, CopyrightO 2018, Fire Protection Research Foundation, Quincy, 
MA. All rights reserved. 


3.8.2 Compartment fire models that 
include wood pyrolysis 


Traditional compartment fire models solve the governing equations for 
mass and energy for discrete control volumes to calculate the fire gas 
temperatures and heat fluxes within the compartment. Including the 
pyrolysis of combustible surfaces is a much more complicated calculation 
and there are relatively few models for this purpose available to the fire 
engineer. 

Fire dynamics simulator (FDS) has been used to determine the response 
of mass timber structures and the method has been validated against the 
results from five full-size compartment fire tests with exposed cross-lami- 
nated timber (Barber et al., 2018). Inputs for the pyrolysis model include 
kinetic properties for the timber. In that study, char depths were predicted 
within 2096 based on a fully developed fire. However, CLT char fall-off 
(due to a failure of the glueline) was not captured, nor any gypsum board 
fall-off or charring of CLT behind the gypsum board. The computational 
effort and time required was also very large. 

The B-RISK zone model (Wade et al., 2016 and 2018; Wade, 2019) 
includes optional sub-models for calculating the contribution of exposed 
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mass timber for determining the fully developed fire environment within 
a compartment where varying amounts of timber are exposed on the 
walls and ceiling. The wood surfaces are assumed to contribute fuel 
mass based on the position of the 300?C isotherm within the bounding 
surfaces. This is a similar approach to that described in Section 3.8.1 
where the total fuel available to burn was updated at each time step to 
account for the additional contribution from the timber surfaces. The 
model also allows the proportion of burning external to the compartment 
to be specified. Wade validated the model predictions of gas temperature 
against 19 full-scale experiment configurations with good estimates of 
the peak temperature and the duration of burning (Wade, 2019). More 
recent developments have included a detailed kinetic model for the wood 
pyrolysis integrated within the zone model framework (Wade, 2019; 
Wade et al., 2019). 

SP-TimFire (Brandon, 2016) is a zone model that calculates the heat 
release rate of the CLT by assuming a linear relationship with charring 
depth of 5.39 MJ/m? per mm of char depth. The model was used iteratively 
with heat conduction calculations done using the finite element program 
SAFIR (Franssen, 2005), and a fall-off of charring lamellae was simulated 
by removing the exposed lamella from the model when temperatures in the 
bond line reached a specified temperature. 

Schmid and Frangi (2021) presented a simplified engineering model for 
the consideration of structural timber in compartment fires. Their Timber 
Charring and Heat Storage model (TiCHS-model) is able to assess the 
contribution of structural timber to the fire load in the fire compartment. 
Again, an iterative approach is followed based on the prediction of the 
compartment environment, i.e. the temperature and the gas characteristics 
in the compartment. The predictions achieved an overall good agreement 
unless fall-off of charring layers induce a regrowth of the fire due to the 
sudden change of the combustion characteristics. 

To date, these and similar models and tools are either still under develop- 
ment or have mainly been used within a research environment. While they 
may also represent a useful advance allowing engineers to quantify some 
aspects of the fire dynamics in timber buildings, engineers would be well- 
advised to independently validate the model or tool with data relevant to 
the application to which it is intended to be used. 

There are also other well-validated detailed pyrolysis models decoupled 
from the fire environment that have been developed in recent times, includ- 
ing by Richter et al. (2020a and 2020b). These are potentially useful to pro- 
vide greater insight into the charring behaviour of timber structures given 
the specified boundary conditions in the future, but are not currently in 
general use today. 

Importantly, none of these models can address the cessation of smoulder- 
ing combustion in localised areas or hot spots, so they are not sufficient on 
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their own. They can only form one part of the overall fire safety strategy 
for a building. 


3.8.3 Time equivalence methods 


It was previously seen that compartment time-temperature curves for real 
fires can be quite different than for the standard fire test. These differences 
are due to the amount, location and properties of the fuel, the area of open- 
ings and the size and properties of the bounding surface materials of the 
enclosure. While furnace tests could be conducted to more closely follow 
the expected temperature in a real compartment fire, it is not very practical 
due to the large number of potential scenarios that could apply, even within 
a single building. Therefore, methods have been developed to determine the 
period of time exposed to a standard fire, which would result in the same 
structural response that would occur when that same structural system is 
exposed to the real compartment fire. This is referred to as time equiva- 
lence. MacIntyre et al. (2021a and 2021b) provide a comprehensive review 
of the various time equivalence approaches. 

In mass timber compartments, the equivalent fire resistance period is the 
time of exposure to the standard fire at which the char depth equals the 
maximum char depth reached for the same element exposed to a real fire 
(Barber et al., 2021). The equivalent standard fire resistance period would 
be estimated by dividing the maximum char depth in the real fire by the 
notional char rate for the standard fire (i.e. approximately 0.65 mm/min). 
While the calculated char depth may be used directly to inform the struc- 
tural design, in the case of non-structural building elements such as fire 
doors or fire-stopping systems, estimating the equivalent time in the stan- 
dard fire test would be more useful. 

Where performance-based design of mass timber compartments is being 
considered, it is important to note that simple time equivalence formulae 
developed for steel structures such as the formula in EN 1991-1-2 Annex F 
are not appropriate for compartments with exposed mass timber surfaces, 
unless the amount and effect of the additional burning timber fuel can be 
accounted for. 


3.8.4 Summary of fire severity models for mass 
timber buildings with exposed wood 


Table 3.4 provides a simple summary of some of the generic methods that 
can currently be considered to assist designers with the fire design of mass 
timber elements. All methods will have limits of application and it is neces- 
sary for designers to be aware of the capability and validity of any method 
used for a specific application. In particular, none of the methods can predict 
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Table 3.4 Summary of fire design methods for mass timber elements 


Model Burnout Notes Char depth 
| Prescribed fire No Typically, 30, 60, 90 or 120 minutes Standard 
resistance, using as prescribed by the applicable fire 

the standard building code. charring 
temperature-time The decay phase of the fire is not rate 
curve considered, so the structure may 
continue to degrade after the end 
of the fire resistance test 
2 Equivalent time of Yes Should not be used where mass Standard 
standard fire using timber surfaces will contribute to fire 
the Eurocode the fuel. charring 
formula (EN This formula is based on non- rate 
1991-1-2 Annex combustible compartments and 
F) structural steel assumptions. It is 
not appropriate for structural 
timber 
3 Room fire model Yes Essential to use an iterative method, Calculated 
based on the to account for increasing fuel load in model 
Eurocode from timber surfaces. 
parametric fire Concern about the accuracy of the 
(EN 1991-1-2 gas temperature decay rate. 
Annex A), e.g. Need to assume no char fall-off 
TiCHS-model, during the fire and uniform heating 
Brandon iterative around the compartment. Floor 
method. area limited to max 500 m? and 4 
m high. Opening factor limits given 
in EN 1991-1-2 Annex A. 
The German National Annex to BS 
EN 1991-1-2 gives a more realistic 
decay phase for a parametric 
temperature-time curve and can 
also be used with the iterative 
method 
4  Zonemodel fire Yes Users need to demonstrate Calculated 
incorporating a adequate benchmarking or in model 
pyrolysis and validation, because of uncertainty 
boundary heat about input variables, thermal 
conduction property assumptions, etc. 
sub-models, e.g. Need to assume no char fall-off 
B-RISK, during the fire. Uniform fire 
SP-TimFire throughout 
5 CFD model (field Yes Users need to demonstrate Calculated 
model) adequate benchmarking or in model 


incorporating a 
pyrolysis model, 
e.g. FDS 


validation, because of uncertainty 
about input variables, thermal 
property assumptions etc. 

Need to assume no char fall-off 
during the fire 


* None of the methods can predict when local areas of smouldering combustion will cease. 
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when local areas of smouldering combustion at the end of the decay stage 
will cease. 


3.9 WORKED EXAMPLE 


This example is based on the method proposed by Brandon (2018a, 2018b) 
and estimates the depth of char in an exposed mass timber wall or ceiling 
resulting from exposure to a fire described using the EN 1991-2 Annex A 
parametric fire equations where the fire load density also includes the con- 
tribution from the exposed mass timber. 


3.9.1 Description 


The example is for an experiment with gas temperature and char depth data 
previously recorded being Test 2 in a series of CLT compartment fire experi- 
ments conducted by Su et al. (2018b). 

Compartment parameters 


• Compartment internal dimensions: 2.4 x 4.5 x 27 m (width W x 
length L x height Н). 

e Ventilation opening: 1 opening with height, 4,=2.0 m and area, 
A,=1.52 m2. 

e CLT 175-mm thick with five layers and 7% moisture content. 

• Exposed CLT surfaces: 33% of walls, 10% of ceiling exposed giving 
a total of 13.4 m?. 

• Two layers of 15.9 mm Type X gypsum boards are fixed to the 
remaining wall and the ceiling. It is assumed that protection boards 
do not fail and glueline integrity is maintained in exposed CLT. Fire- 
resistant polyurethane adhesive is used which meets the full-scale fire 
test requirements by ANSI/APA PRG-320. 


Fire parameters: 


e As per EN 1991-1-2 Annex A Parametric fire curve. 

e Fire growth rate: fast with = 15 min. 

* Fire load density per unit floor area (FLED) excluding CLT is 550 
MJ/m?. The fuel load comprises wood cribs capable of causing a fully 
developed fire in a completely non-combustible compartment. 

• Thermal parameter, Jkpc for the compartment boundaries: 


{kpc = 606 J/s-m--K (surface area weighted between plasterboard 
and timber. 
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3.9.2 Procedure 


First iteration (steps 
compartment. 


Step Parameter 


1-8) for non-combustible or fully protected 


Equation and notes 


Equation Value 


| Opening factor 


2 Heating rate factor 

3 Surface area of 
compartment 
boundaries 


4 Movable fire load 
per surface area 
of boundaries 


5 Start time of gas 
temperature 
decay (first 
iteration) 

6 Initial charring rate 

7 Time at which char 


rate reduces 


8 Final char depth 
(first iteration) 


О must be in range of 0.03–0.10 


m^ 


 (004Y 
1160 


A kpc is assumed to be constant 


during the fire 
A,=2 (Lx W+H(L + W)) 


qmi = FLED x LWIA, 
Ama must be in the range of 
50—1,000 MJ/m? 


thax = max [0.0002q,, / O; tim | 


thax is a parameter applying to 
non-combustible compartments 


and does not change for 
subsequent iterations 


Bre = ВТА 


assuming = 0.65 mm/min 
t, = 0.009 7*4. 
О 


For iteration i, 4,4 = ma 


дах = 2Boarto 


3.29 0.036 m'? 


3.28 3.05 


58.9 m? 


100.9 МЈ/ 


m2 


3.33 0.55 hour 


3.30 0.86 mm/ 
min 


3.31 24.9 min 


3.32 42.7 mm 


For the second (steps 9-12) and subsequent iterations, the following steps 
are repeated to account for the additional fire load from the charring tim- 
ber, until the final char depth estimate converges to a value, e.g. when the 
difference between successive final char depth estimates are below a speci- 
fied tolerance such at 0.1%. 
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Step Parameter Equation and notes Equation Value 


9 Total fire load id 3.34 128.8 MJ/m? 
per surface du = Grn (iteration 2) 


area of i І 
boundaries Е Aci (dirar i Ой) 
А, 
thax is constant between iterations 
Check dà, — 0.7 Boartmax > 0 
10 Initial charring Е 025 3.30 etc. 
rate Ва = ВГ 
|| Time at which qed 3.31 etc. 
char rate 1, = 0.009-75- 
reduces 
12 Final char depth д, = 2 Bats 3.32 etc. 
Repeat for as many iterations as required 
Final char depth дам = 2 ft, 3.32 67.2 тт 
(tenth 
iteration) 
Final total fire 4 =4 3.34 158.7 MJ/m? 
load per unit WM 
surface area of AN І 
boundaries ti Acra (4. 0.78 rte) 
Ar 
Final fire load A. 865 MJ/m? 
density per FLED = aC 
floor area f 


Note in some cases when the exposed surface area of timber is too large, the 
char depth may not converge, resulting in charring penetrating through the 
full thickness of mass timber. 

Following convergence of the calculation to a stable value (~67 mm), the 
designer can assume this to be an estimate of the maximum char depth 
within the exposed wood surfaces within the compartment. However, this 
excludes any localised effects where smouldering combustion may persist 
requiring additional consideration (as discussed in Section 3.2.3) such as 
facilitating fire brigade access and features to ensure manual extinguish- 
ment of hot spots following the fire. 

For a final char depth of 67.2 mm, an equivalent standard fire resistance 
duration based upon achieving the same maximum char depth can be deter- 
mined as 67.2/0.65 = 104 minutes (assuming that the timber member chars 
with a speed of 0.65 mm/min in the standard fire), which can be used to 
inform the selection of any fire-rated doors, fire-stopping systems, etc. that 
may be required (see Section 3.8.4). 
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3.9.3 Experimental results 


Char depths were measured during the experiment using a resistograph 


device, as shown in Figure 3.10. 


Measured and predicted compartment gas temperatures using the 
iterative method with parametric temperature-time curves are shown in 
Figure 3.11. Also shown are temperatures predicted using an alternative 
B-RISK zone model including mass timber pyrolysis, as described by Wade 
et al. (2020). This latter model includes non-linear thermal properties and 


Ceiling 

10 30 8 25 

15 10 21 30 

13 30 13 20 

13 45 50 25 

50 45 52 63 
28 40 50 50 50 60 41 23 
5 2? 35 35 | Бо 70 50 65 | 43 35 | зт з 
3* 36 35 35 72 70 70 85 35 35 42 3 
3" 36 81 90 95 85 40 3" 
¥% Wall C Wall D Wall A Wall B *5 Wall C 


Note: the bold numbers indicate the unprotected CLT surfaces. 
*: around the rough doorway opening, there was more protection wrapped with 
two layers of gypsum board 25mm thick ceramic fiber insulation. 


Figure 3.10 Measured char depth in experiment with exposed timber measurements in 
bold. Adapted from Su et al. (2018b) with permission. 


Gas temperature (°C) 


90 120 
Time (min) 


» average measured gas temperature 


B-RISK zone model with pyrolysis 
(without calibration) - char depth 41 mm 


B-RISK zone model with pyrolysis 
(calibration 1.6) 

- char depth 65 mm 

B-RISK zone model with pyrolysis 
(calibration 1.9) 

- char depth 77mm 

parametric 550 MJ/m? (initial) 


parametric 642 MJ/m? (final) 


Figure 3.11 Gas temperature measured and predicted using iterative method with para- 
metric temperature-time curves and the B-RISK zone model with pyrolysis 
(Wade et al., 2020). 


108 Colleen Wade et al. 


a calibration factor applied to the thermal conductivity value. B-RISK with 
a calibration factor of 1.6 provided a similar final char depth prediction as 
obtained from the previous calculations. 


NOTE: LIMITS OF APPLICATION OF 
CALCULATION METHODS 


Additional safety factors may still be required to ensure the calculated char 
depth is sufficiently conservative for design purposes. As seen in the experi- 
mentally measured char depths in this example, the range of char depth in an 
actual fire may vary significantly depending on location and localised effects 
within the compartment. Higher char depths were recorded in the lower half 
of the exposed wall due to the radiant feedback between the exposed timber 
and the wood cribs which were located nearby. These effects are not consid- 
ered in the calculation methods described here. 

In this case, the predicted char depth is not conservative in all locations 
where the timber was exposed (shown in bold) in Figure 3.10. This may indi- 
cate that the decay phase in the EN 1991-1-2 Annex A parametric fire curves 
are not adequately conservative for compartments with exposed mass tim- 
ber. This is still an area of active research. 

Readers are reminded that the methodologies described here are only 
applicable for compartments that reach flashover and fully developed fire. 
It may not be applicable for large open-plan well-ventilated compartments if 
travelling fires were to occur. These are areas of active research and highlight 
the need for caution in the structural fire design of exposed mass timber, 
especially in higher risk structures such as tall and complex timber buildings. 


3.10 RESEARCH NEEDS 


Research on the following topics in relation to timber buildings is necessary 
to encourage improved understanding of fire dynamics in timber buildings: 


. The effect of wind-driven fires. 

. Conditions for cessation of smouldering combustion and burnout. 

. Understanding the risks of external fire exposure of facades. 

. Methods to quantify the external flaming depending on the global 
equivalence ratio and the area of exposed timber in the compartment. 

5. Understanding the contribution of fallen-off charring layers on fire 

dynamics in compartments. 


~ Оз м Pe 
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6. Thermal characteristics of charred timber and its influence on com- 
partments fire dynamics. 

7. Fire dynamics in large open-plan compartments. 

8. Understanding how travelling fires in timber compartments behave. 
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SCOPE OF CHAPTER 


This chapter summarises the regulatory control systems for the firesafety 
design of buildings in different regions around the globe. It is focused on 
the possibilities of using wood products and timber structures according to 
prescriptive requirements. The possible use of structural timber elements 
and visible wood surfaces in interior and exterior applications is reviewed 
and presented in tables and maps. They apply mainly to residential and 
office buildings. Performance-based requirements may be used in sev- 
eral countries and can be used to verify further applications of wood (see 
Chapter 11). 


4.1 REGULATORY CONTROL SYSTEMS 
FOR FIRE SAFETY IN BUILDINGS 


The regulatory control systems for fire safety in buildings differ between 
regions. The main features in Europe, North America, Asia, Australia and 
New Zealand are summarised below. 


4.1.1 Europe 


To assure fire safety in buildings, a European system, including performance 
classes, testing and calculation standards for fire performance, was intro- 
duced in 1988 by the Construction Products Directive (CPD). The CPD 
was replaced by the Construction Products Regulation (CPR) in 2013. The 
main change is that CPR is mandatory to implement in all European coun- 
tries. The European standards for fire safety in buildings are concerned 
mainly with harmonised methods for verification of the fire performance. 
Products covered by harmonised standards must have a declaration of per- 
formance and CE marking. 

Six essential requirements were introduced in CPD and remain in CPR, 
one of which is fire safety. 

These essential requirements are implemented and developed by different 
technical standard committees (TCs) within CEN (European Committee for 
Standardisation) to European standards (ENs) (see Figure 4.1). Possibilities 
within EOTA (European Organisation for Technical Assessment) are also 
included for products without harmonised products standards, mainly new 
products. For those products, European Technical Assessments (ETA) can 
be issued based on European Assessment Documents (EAD). 

Testing and classification of building products and structures are speci- 
fied in two European standards (EN 13501-1, EN 13501-2). 

The five parts of the essential requirements for fire safety are that struc- 
tures must be designed and built such that in the case of fire: 
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CPR and its essential requirement on fire safety in the case of fire 
Interpretative documents (ID) with classes for fire performance 


Testing and classifcation Design rules EOTA 
CEN TC 127 CEN TC 250/SC 5 Technical assessments (ETA) 
Fire safety in buildings Structural Eurocodes / Timber Based on EAD 


Srucures 


Figure 4.1 Systems for developing European fire standards (ENs) and Technical 
Assessments (ETAs) for building products. 


1. Load-bearing capacity can be assumed to be maintained for a specific 
period of time 

2. The generation and spread of fire and smoke is limited 

3. The spread of fire to neighbouring structures is limited 

4. Occupants can leave the building or be rescued by other means 

5. The safety of rescue teams is taken into consideration 


For building products, a system with reaction to fire classes A to F are 
defined for products except floorings, where classes A1 and A2 are for non- 
combustible products, which cannot be reached by wood products. For 
floorings, a similar system is defined with classes Ag to Fg, where “fl” means 
floorings. 

For structures, the classification is based on the parameters for stability 
R, integrity E and insulation I, without including requirements on non- 
combustibility, which earlier were used in many countries and formed an 
obstacle to building higher buildings with a wooden structure. 

Harmonised product standards specify the requirements for different 
building products and form the basis for using the CE-mark to declare con- 
formity with the European legislation for specified products. Fire proper- 
ties are mandatory to declare for all building products. There are about ten 
harmonised product standards for wood and timber building products. 

For structural engineering, a set of European design standards for struc- 
tures have been published, called Eurocodes, to standardise design rules 
within Europe. The Eurocodes aim to: 


* Provide common design criteria and calculation methods to merge 
necessary requirements 

* Establish a common understanding of the design of structures 

* Enable the exchange of construction services within Europe 

* Provide a common basis for research and development in the con- 
struction industry 
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• Increase the competitiveness of European civil engineers, architects 
and manufacturers 

e Contribute significantly to single-market activities within the 
European Union 


The Eurocodes comprise ten parts relating to materials. They have Part 1, 
which covers the design of civil engineering works and buildings, and Part 
1-2, which deals with the structural fire design. The Eurocodes must be 
implemented by the national standard committees in all European coun- 
tries. National annexes with specific rules and values to maintain the level 
of safety prevailing in the respective countries have been developed and 
form essential documents to enable Eurocodes to be used. The following 
appropriate information must be included in the annexes: 


Values or classes where alternatives are given in the Eurocode 

Values to be quantified where only a symbol is given in the Eurocode 
Specific data, e.g., for material properties, wind or snow load 

The procedure to be used when alternative procedures are given in the 
Eurocode 

• Decision on the application of informative annexes 


Eurocodes allow the calculation and verification of load-bearing capacity 
of components and structures for different materials, based on a semi-prob- 
abilistic design concept with partial safety coefficients. It is also possible to 
design structures or components for desired behaviour in the case of fire, 
based on tabular values and simplified or general calculation methods, and 
to optimise the design of fire protection. Application of the Eurocodes fire 
parts permits the integration of parametric temperature-time curves and 
natural fire curves to represent real-fire scenarios as an alternative to the 
standard time/temperature curve in evaluating the fire resistance of com- 
ponents, which can be useful, especially in the evaluation of existing struc- 
tures. However, the use of extended methods requires an increased level of 
expertise from the user. 

The present Eurocode 5 for timber 5, EN 1995, was published in 2004. 
An extensive revision is ongoing, and a new version is planned to be pub- 
lished in 2025. The new design models that have been developed since 2004 
are included in this global guideline (Chapters 6, 7 and 8). 

Fire test and classification methods are harmonised across Europe, but 
regulatory requirements applicable to building types and end users remain 
on national bases. The European standards exist on the technical level, but 
fire safety is governed by national legislation and is thus on the political 
level. National fire regulations therefore remain, but the new European har- 
monisation of standards is intended to provide means of achieving common 
national regulations (Dimova et al., 2019). 
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4.1.2 Canada 


The Canadian requirements are given in the model National Building Code 
of Canada (NBCC, 2015), which is then adopted by the Canadian prov- 
inces with or without modifications. Since its 2005 edition, the NBCC 
is an objective-based code where compliance can be achieved by using 
prescriptive solutions (called *acceptable solutions") or by using alterna- 
tive solutions that will achieve at least the minimum level of performance 
required by the prescriptive solutions in the areas defined by the objectives 
and functional statements attributed to the applicable acceptable solutions. 
Depending on the scale and scope of an alternative solution, its approval is 
typically provided by the provincial or municipal authorities. 

Prescriptive (acceptable) solutions can be found in Division B of the NBCC, 
with Part 3 providing the requirements for fire protection, occupant safety 
and accessibility. In the NBCC, building construction systems are classified 
into two categories: 1) combustible construction and 2) non-combustible 
construction. This division is based on the non-combustibility characteristic 
of materials, when tested in the standard test method (CAN/ULC S114). The 
required type of construction depends on the building's major occupancy, 
height, area, and whether it is equipped with an automatic sprinkler system. 

In the NBCC, a non-combustible construction is a type of construction in 
which a degree of fire safety is attained using non-combustible materials for 
structural elements and other building assemblies. The objective of requiring 
non-combustible materials is to limit the probability that materials will con- 
tribute to the growth and spread of fire. However, other aspects of material 
behaviour when exposed to fire conditions such as structural performance, 
thermal expansion, spalling, etc., are not intended to be addressed through 
the requirement for non-combustible materials (Ni and Popovski, 2015). 

Combustible construction relates to a type of construction not meeting 
the requirements for non-combustible construction and as such implies a 
risk to fire growth and spread. The types of timber structures, as presented 
in Chapter 1, are classified as combustible, according to the NBCC. 

The 2021 edition of the NBCC incorporates a new type of construc- 
tion called *Encapsulated Mass Timber Construction" (EMTC), defined 
as a type of construction in which a degree of fire safety is attained using 
encapsulated mass timber elements with an encapsulation rating and mini- 
mum dimensions for structural members and other building assemblies. 
Prescriptive provisions for using EMTC up to 12 storeys for residential and 
office occupancies are provided. This new type of construction acknowl- 
edges the enhanced fire performance of mass timber construction. 


4.1.3 USA 


Each state within the US adopts one or more model building codes. All 50 
states adopt the International Code Council's (ICC) International Building 
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Code (IBC) (ICC, 2018), with some states also adopting NFPA 101 “Life 
Safety Code” (NFPA). Each state adapts and amends the model codes to pro- 
vide the basis for construction compliance. The adoption process may take 
several years. Some cities have their own building code, such as New York City 
and Chicago. Also required to be met are other relevant codes and standards 
that will impact aspects of construction, fire protection system design, mainte- 
nance and firefighting operations, including the International Fire Code (IFC, 
2018) and numerous referenced standards. The IBC has fire protection require- 
ments that provide for occupant life safety in fire, access and equipment for 
firefighters and to prevent fire spread to neighbouring buildings. Protection of 
the building structure from fire varies with height and area. The IBC requires 
buildings with an occupied floor above 22.9 m (75 feet), defined as high-rise, 
to have an increased level of fire protection and structural performance. 

Timber construction is referred to as combustible construction in the 
IBC. Concrete and steel construction is referred to as non-combustible 
construction. Within the IBC, timber construction can be utilised within 
Types III, IV and V construction. Types III, IV and V have been limited to 
low- and medium-rise buildings up to 25.9 m (85 feet), with limited build- 
ing area. From 2021 the IBC (ICC, 2021) will change significantly and will 
allow for high-rise mass timber construction. 

ICC 2021 introduces three new construction types, with Type IV-A and 
IV-B allowing mass timber buildings to be built up to 12 storeys with lim- 
ited areas of exposed mass timber or up to 18 storeys with all the mass 
timber protected (encapsulated) (Breneman et al., 2018). High-rise mass 
timber will require fire resistance ratings of 120 minutes for the structure 
for buildings up to 12 storeys and 180 minutes for buildings up to 18 sto- 
reys. All mass timber buildings are to be fully sprinkler protected. The code 
changes include additional fire safety measures for improved firefighting 
and sprinkler water supplies, protection for concealed spaces, specifications 
for non-combustible gypsum board protection to mass timber and mea- 
sures for fire safety during construction. 

The IBC changes were based on research carried out by the Fire Protection 
Research Foundation and USDA FPL (Su et al., 2018; Zelinka et al., 2018), 
in which full-scale fire tests were carried out on exposed CLT panels to 
determine how large areas of exposed CLT will perform in real building 
fires. The lessons from those full-scale fire tests, and tests undertaken in 
Canada (McGregor, 2013; Medina, 2014; Taber et al., 2014) have influ- 
enced how CLT is manufactured in North America for high-rise buildings. 
This change in building code requirements has resulted in a significant 
boost to mass timber construction and for the use of CLT. 


4.1.4 China 


To satisfy the requirements of market economy and the TBT (Technical 
Barriers to Trade) Agreement of WTO (World Trade Organisation), 
China has been revising its regulatory system since 2001. In 2015, the 
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Standardization Administration of China released *The Plan for Furthering 
the Standardization Reforms" to standardise the national governance sys- 
tem and economic and social development. The plan reformed the regula- 
tory system and standardisation management system. The new regulatory 
system includes government-leading and market-leading standards. 

Government-leading standards include mandatory national standards, 
recommended national standards, recommended industry standards, and 
recommended local standards. Market-leading standards include group 
standards and enterprise standards. The government-leading standards 
focus on ensuring safety, health, environmental protection, etc. The mar- 
ket-leading standards focus on improving market competitiveness. 

For fire safety in buildings, the regulatory system has evolved from com- 
pletely prescriptive to being more and more performance-based. Figure 4.2 
sets out the regulatory system for fire protection of buildings. 

Basic standards refer to the terminology, symbols, measurement units, 
graphics, modulus, basic classification, basic principles etc., which are the 
basis for other standards within a certain professional scope and are com- 
monly used, for example, “Fire protection vocabulary — Part 1 general 
terms" (GB/T 5907.1-2014). 

General standards have greater coverage for a certain type of stan- 
dardised object. Such standards can be used as the basis for formulating 
special standards, such as general requirements for safety, health and envi- 
ronmental protection, general quality requirements, general design, con- 
struction requirements and test methods etc. *Code for fire protection 
design of buildings" (GB 50016) belongs to this category. 

Dedicated standards refer to special standards formulated for a specific 
standardisation object or as a supplement or an extension to a general stan- 
dard. Its coverage is generally not large. For example, the requirements 
and methods for the survey, planning, design, construction, installation 
and quality acceptance of a certain project, the safety, health, and environ- 
mental protection requirements of a certain range, a certain test method, 
the application and management technology of a certain type of product, 
etc. For example, *Technical standard for multi-story and high-rise timber 
buildings" (GB/T 51226-2017) and *Code for fire protection design of civil 
airport terminal" (GB 51236-2017). 


Fundamental terminology 


Basic standards | °9 : 
of fire protection 


Code for fire protection design 


eg 
General standards of buildings 


Code for fire protection design 


Dedicated standards | ё a ls . 
of civil airport terminal 


Figure 4.2 Regulatory system for fire protection of buildings in China. 
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There is another classification in terms of the hierarchy of the compo- 
nents of the regulatory system. Figure 4.3 sets out the hierarchy of the regu- 
latory system for fire protection of buildings. 

“General code for fire protection of buildings and constructions” is the 
primary legislation governing the fire safety design of buildings and construc- 
tions in China. It sets the minimum requirements that buildings must meet. 
Three objectives for the fire safety of buildings are specified in the code: 


1. Health, life and property 
2. Continuity of business and operation of important facilities 
3. Environmental protection, energy saving and public interests 


To achieve these objectives, buildings must meet certain functional require- 
ments; for example, the performance of the load-bearing elements shall be 
able to withstand the fire within a certain period of time, evacuation design 
shall ensure that people who use the building can escape from the build- 
ing in case of fire, the fire separation elements shall be able to prevent fire 
spread, and building materials and decorations shall not contribute to the 
fire severity or fire spread. 

There are two ways to demonstrate compliance with the requirements of 
“General code for fire protection of buildings and constructions”. One way 
is to design a new building by following the requirements in the “Code for 
fire protection design of buildings” (GB 50016), which provides solutions 
for achieving those objectives and functional requirements. The other way 
is by performance-based design. 

“Code for fire protection design of buildings” (GB 50016) is the mother 
code for fire safety of buildings in China and is applicable to most build- 
ings and constructions. It not only specifies requirements for the fire safety 
design of civil buildings but also for factory and storage buildings. It gives 
detailed requirements for building classifications, building height, number 
of storeys, fire compartmentation, fire separation distance, evacuation and 
fire extinguishing facilities, etc. In terms of timber buildings, it is expected 
(under approval 2022) that the number of storeys can be eight and the max- 
imum building height 32 m in “Code for fire protection design of buildings” 
(GB 50016). Timber buildings with the number of storeys not less than four 
shall be fully sprinklered. Timber buildings with five or more storeys can 
only be used as office and residential buildings. 


Technical regulations eg | General code for fire protection of buildings and constructions 
; Code for fire protection design of buildings 
Technical standards 
*9 | Technical standard for multi-storey and high-rise timber buildings 
Code for fire protection design of civil airport terminal 


Figure 4.3 Hierarchy of the regulatory system for fire protection of buildings in China. 
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4.1.5 Japan 


The Japanese regulatory system for building fire safety is based on two 
laws: Building Standard Law and Fire Service Law: 


• Building Standards Law (BSL) stipulates 
e Fire resistance 
e Fire protection equipment such as fire door 
• Smoke control system, evacuation facilities such as staircase 
• Materials etc. 
e Fire Service Law (FSL) stipulates 
* Suppression system such as sprinkler 
Alarm system 
Emergency equipment such as ladder, guidance system 
Water source 
Facilities for fire service such as heat and smoke exhaust system, 
standpipe etc. 


The overall system of BSL is illustrated in Figure 4.4. In 2000, performance- 
based code was introduced into the fire regulatory system in Japan. 

The Japanese building regulation classifies the fire safety performance 
of buildings into “Fireproof Buildings”, “Quasi-fireproof Buildings”, 
“Building with Fire-rated Envelope” and others. The fireproof buildings 
are defined as those that can stand even after a fire, while quasi-fireproof 
buildings have to stand for only the required period during fire. 

The conventional fire regulations of fire-resistive buildings may be either 
fireproof (FP) buildings or quasi-fireproof (QFP) buildings. 

Principal structural parts (columns, beams, floors etc.) in FP buildings 
should continuously support themselves and not collapse even after a normal 
fire ends. Requirement for the FP buildings is harder than the “fire-resistant 
buildings” in most other countries due to the need of the consideration of 
earthquake fire in Japan, where fire service and automatic sprinklers may 
not work. For fire resistance rating tests, the structural members will be 
left loaded for three times the prescribed fire resistance time in a furnace, 
i.e., 3-9 hours for the cooling phase after a 1-3 hours of fire resistance test. 
Combustible structural members such as timber are left loaded for 24 hours 
after testing in the furnace (see Figure 4.5). 

Many of the FP structural members are covered with non-combustible 
material (fire-resistive insulation). However, an exposed wood surface of an 
FP structural member is used as a sacrificed layer, and its underlying layer 
is designed to stop charring. Wood-based fireproof construction has been 
developed and put to practical use since the introduction of performance- 
based regulation in 2000. Examples of wooden fireproof members are given 
in Figure 4.6. 

Regardless of materials used for structural parts, the number of storeys 
of FP building that can be built depends on its fire-resistive performance. 
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Performance Requirements 
Law (BSL) e.g. Fireproof performance: A building must be able to withstand 
heat during a normal fire until the fire is over 
Performance requirements 
- Fire safety 
- Structural safety 
- Building equipment safety, etc. 
Enforcement Performance Criteria 
Order e.g. Fireproof performance criteria for each principal building 
part such as columns and beams 
Designers can choose either way 
Prescriptive Code Performance based Code 
Ministry (Specifications by example) (Verifcation methods) 
Order 


Notifications | €-9- Principal building parts 


are of reinforced concrete 
construction 


Figure 4.4 Building Regulatory System in Japan. 


e.g. Fireproof design methods 
(methods for predicting fire 
properties and confirming the 
ability of principal building 
parts to maintain their bearing 
strength 


Fireproof (FP) *No fire fighting 

! uasi-fireproof (ОЕР, | 

' Q i (QFP) : *Firefighting activity is 
© | 945°C : hardly anticipated in 
E | an earthquake 
~ 1 
Ф i 150834 
S : Standard curve 
Y | Cooling phase 
ш : 

i - - * Time 
Ignition 0 min 60 min 
<< — сине: 
Smoldering growth Fully developed fire Decay period 


Figure 4.5 Fireproof and Quasi-fireproof testing in Japan (Kagiya, 2021). 
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Load-bearing 
Load-bearing part (wood) 
part (wood) 


Suppression layer 
(treated wood etc) 


Sacrificed layer 
(untreated wood) 


Type-A Type B 
Timber protected by fire Timber protected by sacrificed 
resistive insulation (encapsulation) layer and suppression layer 


Load-bearing 
part (steel) 


Sacrificed layer 
(untreated wood) 


Type C 
Steel protected by thick wood 


Figure 4.6 Examples of wooden fireproof structural members (Hasemi et al., 2016). 


Figure 4.7 illustrates the fire-resistive performance requirement for FP 
buildings depending on the number of storeys. 

However, mid-rise FP building is costly to be built with timber compared 
with other buildings, especially satisfying the demand for “visible” wood 
construction in the Japanese market. 

In recent years, alternative solutions of FP buildings have been developed, 
called “advanced” QFP buildings, considering the time for firefighting and 
evacuation of all occupants, including rescue service. Legally, “advanced 
QFP” buildings are equivalent to FP buildings, with no limit of building 
height if fire resistance rating is satisfied. A verification method will be noti- 
fied soon. 

Performance-based requirements for alternative solutions for FP build- 
ings include: 


• Not to collapse causing damage to the surrounding 
• Keep time for firefighting activity by compartmentation, etc. 
* Stipulated by BSL article 21 
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1 
(1) Fire resistive performance of the building parts 
4 
EH EE EN EN D (1) (2) (3) 
| B8 B B | Uppermost | 5th to the 15th storey 
Em mm Em | storey and { 14th storeys | or more 
mm mm mE | 2nd to 4th |i from the from the 
mm mg mg | (2) storeys from || uppermost uppermost 
ГЕ E B | the storey storey 
mE NE EE EN uppermost 
EH EE ENS NNI Storey 
ши 8 и | 3 
m 8 и је Loa 
15 bearing 1 hour 2 hours 2 hours 
walls 
Columns 1 hour 2 hours 3 hours 
Floors 1 hour 2 hours 2 hours 
(3) 
Beams 1 hour 2 hours 3 hours 
Roofs 0.5 hours 
Stairs 0.5 hours 


Figure 4.7 Fire-resistive performance requirement for structural parts of FP building 
(Kagiya, 2021). 


• Not to collapse until all occupants escape from the building, including 
search and rescue service 
• Stipulated by BSL article 27 

• Not to cause rapid fire spread that leads to city fire 
e Stipulated by BSL article 61. 


4.1.6 Russian Federation 


An overview of fire behaviour and fire protection in timber buildings from 
a Russian perspective is available (Aseeva et al., 2014). The present legal 
requirements are reviewed below. 

The main requirements for fire resistance and fire hazard of buildings, 
structures and fire compartments, as well as requirements for building 
structures, are contained in Federal Law No. 123 (2018). The law regulates 
fire safety and establishes general fire safety requirements for protected 
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objects (products), including buildings and structures, production facilities, 
fire-technical products and general-purpose products. 

Each object of protection must have a fire safety system, which is aimed 
at preventing fire, ensuring the safety of people and protecting property 
in case of fire. The system for ensuring the fire safety of the facility must 
exclude the possibility of exceeding the values of the permissible fire risk 
established by the Federal Law and aimed at preventing the danger of harm 
to third parties by the fire safety system, which can be a fire prevention 
system, a fire protection system, or a set of organisational and technical 
measures to ensure fire safety. 

Fire safety of the protected object is considered to be ensured if one of 
the following conditions for the compliance with fire protection objectives 
is met with fire safety requirements in accordance with the Federal Law on 
Technical Regulation: 


1. The fire risk does not exceed the permissible values or 
2. The fire safety regulations are fulfilled 


Fire safety requirements for objects of protection are presented based on iden- 
tification, which is established according to the features shown in Figure 4.8. 

The classification of buildings, structures and fire compartments by func- 
tional fire hazard depends on their purpose, age, physical condition and the 
number of people in the building, and whether they are awake or asleep. 
The functional purpose of buildings is divided into: 


F1 – buildings intended for permanent and temporary residence of people 

F2 - buildings of entertainment, cultural and educational institutions 

F3 - buildings of public service organisations 

F4 - buildings of educational organisations, scientific and design organ- 
isations, management bodies of institutions 

F5 - buildings for industrial or warehouse purposes 


Requirements are imposed on building structures in two main parameters: 
fire resistance and fire hazard. When analysing the fire safety of buildings, 
structures and fire compartments, the concepts of “required” and “actual” 
fire resistance and fire hazard are used. The “required” fire resistance 
and fire hazard of structures depend on the required degree of fire resis- 
tance (I-V) and the building's structural fire hazard class (C0-C3). The 
“required” fire resistance of a building structure defines the requirements 
for standard limit states, depending on the functional purpose of the build- 
ing structure (REI), and is expressed by its fire resistance limit in minutes, 
as shown in Table 4.1. 

The required fire hazard class determines the degree of participation of 
the building structure in the development of a fire and its ability to form 
hazardous fire factors (KO, K1, K2, K3) as shown in Table 4.2. 
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Federal Law No.123 (as amended on 27 December 2018) 
«Technical regulations on fire safety requirements» 


| 


Article 6.1 Identification of protected objects 


| 


Classification of buildings, structures and fire compartments 


Classification of buildings, structures and fire compartments by functional 
fire hazard (article 32, F1-F5 class) 


The degree of fire resistance of buildings, structures and fire compartments (1 — У). 
Depends on the class of functional purpose, area of the fire compartment, building 
height, number of storeys, AFEI (automatic fire extinguishing installations), 
mezzanines, shelves and technical floors (SP 2.13130.2020. Fire protection 
systems. Ensuring fire resistance of objects of protection) 


Class of constructive fire hazard of buildings, structures and fire compartments 
(CO-C3). Depends оп the class of functional purpose, area of the fire compartment, 
building heights, number of storeys, AFEI (automatic fire extinguishing 
installations), mezzanines, shelves and technical floors (SP 2.13130.2020. Fire 
protection systems. Ensuring fire resistance of objects of protection) 


Explosion and fire hzard category F5 (A-D). Depends on the characteristics of 
substances and materials (SP 12.131330.2009. Determination of categories of 
premises, buildings and outdoor installations for explosion and fire hazard (with 
Amendment No. 1)). 


Figure 4.8 Fire-technical classification of buildings, structures and fire compartments in 
the Russian Federation (Federal Law 123, 2018). 


The *actual" values of the parameters of the fire resistance limits and 
the classes of the fire hazard of building structures must be determined 
under standard test conditions according to the methods established by 
the fire safety regulations. The actual fire resistance limits and fire hazard 
classes of building structures similar in shape, materials, and design to 
building structures that have passed fire tests can be determined by cal- 
culation and analytical methods established by fire safety documents, as 
shown in Figure 4.9. 
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Table 4.2 The required constructive fire hazard class for buildings and structures in 


Russia 
Fire hazard class of building structures 
Bearing bar Marches 
elements External Walls, Staircase and 
Building (columns, walls partitions, walls and landings of 
constructive fire Беат, from the ceilings and fire stairs in 
hazard class trusses) outside roofs barriers stairwells 
CO KO KO KO KO KO 
CI KI K2 KI KO KO 
C2 K3 K3 K2 Kl KI 
C3 not standardised KI K3 
; Р - «Actual» class of constructive fire hazard of 
«Actual» degree of fire resistance of the building the building (CO - C3) 
Determination of the actual limit of fire Determination of the actual class of fire hazard 
resistance by REI (KO - K3) 
(| GOST 30247.0, GOST 30247.1. (| GOST 30403 - 12. 
Construction structures. Fire test methods. Construction structures. 
Fire hazard test methods. 
CT164.13330.2017 Wooden structures GOST 31251.2008. External walls from 
(includes calculation methods) the outside. Fire hazard test methods. 


|" 


Figure 4.9 Scheme for determining the “actual” indicators of fire resistance and fire 


hazard of building structures in Russia. 


4.1.7 Australia 


The Australian requirements are given in the National Construction Code 
- Building Code of Australia (NCC) and its latest version 2019, which 
was amended in 2020. The NCC is a performance-based code contain- 
ing all Performance Requirements for the construction of buildings. It is 
built around a hierarchy of guidance and code-compliance levels, with the 
Performance Requirements being the minimum level that buildings and 
building elements must meet. A building solution will comply with the 
NCC if it satisfies the Performance Requirements, which are the mandatory 
requirements of the NCC. 

The key to the performance-based NCC is that there is no obligation to 
adopt any particular material, component, design factor or construction 
method. This provides for a choice of compliance pathways. The Performance 
Requirements can be met using either a Performance Solution (Alternative 
Solution) or using a Deemed-to-Satisfy (DTS) Solution (see Figure 4.10). 
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Compliance 
Level 


Performance Requirements 


Compliance Performance dor Deemed-to-Satisty 
Solutions Solution апе ок Solution 


Figure 4.10 Performance Solution (Alternative Solution) and Deemed-to-Satisfy (DTS) 
Solution to meet the Performance Requirements in Australia (NCC, 2020). 


Performance Solution 


A Performance Solution is unique for each individual situation. These solu- 
tions are often flexible in achieving the outcomes and encouraging innova- 
tive design and technology use. A Performance Solution directly addresses 
the Performance Requirements by using one or more of the Assessment 
Methods available in the NCC. 


Deemed-to-Satisfy Solution (DTS) 


A DTS Solution follows a set recipe of what, when and how to do some- 
thing. It uses the DTS Solutions from the NCC, which include materials, 
components, design factors, and construction methods that, if used, are 
deemed to meet the Performance Requirements. The form of the Australian 
DTS Solution is similar to the prescriptive solution in many other countries. 

Often, building solutions are not just a Performance Solution or deemed- 
to-satisfy, but a combination of both. Performance solutions may only be 
used for solutions that can’t meet the DTS. 

Regarding fire safety, the Performance Requirements relate to: 


Structural stability during a fire 

Spread of fire within the building or to another building 

Spread of fire and smoke in health and residential care buildings 

Safe conditions for evacuation 

Fire protection of service, emergency equipment and openings and 
penetrations 

e Fire brigade access 


4.1.8 New Zealand 


New Zealand has a performance-based building regulatory system. The 
Building Act 2004 specifies four purposes that regulation of building work, 
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licensing building practitioners, and setting performance standards for 
buildings should achieve, so that: 


• People who use buildings can do so it safely and without endangering 
their health 

• Buildings have attributes that contribute appropriately to the health, 
physical independence, and well-being of the people who use them 

• People who use а building can escape from the building if it is on fire, and 

• Buildings are designed, constructed, and able to be used in ways that 
promote sustainable development. 


To achieve these objectives, building work must meet certain requirements 
set out in legislation and regulations. The Ministry of Business Innovation 
and Employment (MBIE) is the government agency responsible for admin- 
istering the New Zealand Building Code (NZBC). Figure 4.11 sets out the 
key components of the building regulatory system in New Zealand and 
methods for demonstrating compliance. This includes: 


• Building Act 2004 – the primary legislation governing the building 
and construction industry 

* Building Regulations – detail for particular building controls 

• Building Code – contained in Schedule 1 of the Building Regulations 
1992, setting the minimum performance standards that buildings 
must meet 


There are different ways to demonstrate compliance with the NZBC, and 
these are summarised in Figure 4.12. For the design of a new building, the 
usual methods would be to follow an Acceptable Solution or Verification 
Method or to develop an Alternative Solution to demonstrate that the Code 
objectives, functional requirements and performance criteria are achieved. 

Where an Acceptable Solution is used for establishing compliance with 
the Protection from Fire clauses of the NZBC, C/AS2 (MBIE, 2020b) is 


Building Act 
2004 


Building Regulations, including the 
New Zealand Building Code 


Figure 4.11 Components of the New Zealand Regulatory System (MBIE, 2017). 


Fire safety requirements in different regions 135 


Acceptable solution / Verification method 


• Provide information about materials, construction details and calculation methods 
• Must be accepted as complying with the related Building Code provisions 

• Acceptable Solutions are specific construction methods 

• Verification Methods are methods for testing, calculation and measurement 


• MBIE provides a national multiple-use approval (MultiProof) which states that a set 
of plans and specifications for a building complies with the Building Code 


Alternative solution 


G • Innovative and unique products or systems with appropriate evidence to 
demostrate compliance with clauses of the Building Code 


Determination 


• Legally binding ruling made by MBIE about matters of doubt or dispute to do 
with building work 


Product assurance 


• MBIE provides a voluntary product assurance scheme (CodeMark), which must be 
accepted as complying with the Building Code 


Figure 4.12 Methods of Demonstrating Compliance with the New Zealand Building 
Code (MBIE, 2017). 


used, and this is applicable to most buildings, except low-rise simple resi- 
dential buildings where C/AS1 (MBIE, 2020a) applies instead. However, C/ 
AS2 is not applicable to buildings with complex features (e.g. atria, prisons, 
hospitals or some spaces with large numbers of people). In those cases, 
the use of a Verification Method or Alternative Solution is necessary. Any 
building of more than 20 storeys need an Alternative Solution. 


4.1.9 Other regions 


The regulatory systems in other regions of the world are usually different, 
and no overviews have been found. Timber structures and wood products 
are usually not widely used in larger or higher buildings in these regions. 


4.2 INTERNATIONAL GUIDES AND STANDARDS 


4.2.1 International Fire Engineering Guide (IFEG) 


The International Fire Engineering Guidelines (IFEG) were developed 2005 
and made available for use in Australia, Canada, USA and New Zealand. 
This IFEG guide references national and international standards, guides 
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and associated documents, provides an insight into the issues that go beyond 
actual fire engineering, and a perspective on the role of fire engineering 
within the regulatory and non-regulatory systems for particular countries. 
The IFEG was primarily used in Australia for performance-based fire safety 
engineering but was superseded in 2021 by the Australian Fire Engineering 
Guidelines (AFEG). The AFEG is part of the National Construction Code 
(NCC, 2020) support documents and provides a guideline that meets the 
modern needs of the Australian fire engineering community. 

The IFEG has recognition in New Zealand but has not been used or rec- 
ognised within the USA or Canada. 


4.2.2 International standards 


On the international level, useful guidance on performance-based fire safety 
design has been published within ISO TC 92/SC 4 Fire Safety Engineering 
in the following documents: 


• ISO 13571 Life-threatening components of fire – Guidelines for the 
estimation of time to compromised tenability in fires 

• ISO 16732-1 Fire safety engineering – Fire risk assessment 

• ISO 16733-1 Fire safety engineering – Selection of design fire scenar- 
ios and design fires — Part 1: Selection of design fire scenarios 

e [SO 16733-2 Fire safety engineering — Selection of design fire sce- 

narios and design fires – Part 2: Design fires 

ISO 19706 Guidelines for assessing the fire threat to people 

ISO 23932-1 Fire safety engineering — General principles 

ISO 24679-1 Fire safety engineering – Performance of structures in fire 

ISO/TR 20413 Fire safety engineering – Survey of performance-based 

fire safety design practices in different countries 


The International Fire Safety Standards Coalition (IFSS) has recently pub- 
lished the 1st edition of International Fire Safety Standards - Common 
Principles (IFSS). 

On the European level, a review of national requirements and applications 
has recently been published (CEN/TR 17524). Nordic INSTA standards 
(InterNordicSTAndards) have been developed to support the transition 
to more performance-based fire safety design (INSTA 950, INSTA 951 
and INSTA 952). They are now being considered for inclusion within the 
European technical committee CEN TC 127 Fire safety in buildings and 
internationally within ISO TC 92/SC4 fire safety engineering. 


4.2.3 European guideline 


A European guideline on fire safety in timber buildings was published in 
2010 (Ostman et al.). It was the very first Europe-wide technical guideline 
on the fire safe use of wood products and timber structures in buildings. 


Fire safety requirements in different regions 137 


The aim of this global guideline is to update and extend the European 
guideline as far as possible. 


4.3 NATIONAL AND REGIONAL DIFFERENCES 
FOR THE USE OF WOOD 


National and regional differences between countries have been reviewed, 
both in terms of the number of storeys permitted in timber structures and 
amounts of visible wood surfaces in interior and exterior applications, as 
an update to an earlier review (Ostman and Rydholm, 2002). A later review 
has also been presented (Mikkola and Pilar, 2015). The results of the recent 
review 2020 are presented below in tables and maps (Ostman, 2022). 

This type of information must be treated with great caution, as there are 
often very detailed requirements and conditions that are difficult to sim- 
plify as a fair comparison between countries. There are also lesser require- 
ments in certain countries that might be interpreted to indicate that the 
requirements in other countries are too strict, where in fact the opposite 
may be true; i.e. the requirements in some countries may be inadequate (or 
silent in respect of tall timber buildings). 

The information below is therefore just an indication of current regula- 
tory differences in prescriptive requirements. For real building projects, the 
full regulations must be consulted, and performance-based alternatives may 
be available, especially for larger and more complex buildings. 


4.3.1 Residential buildings 
4.3.1.1 Load-bearing timber elements 


The maximum number of storeys allowed with load-bearing timber ele- 
ments in multi-unit residential buildings is summarised in Table 4.3 and 
illustrated in maps in Figure 4.13. Data for both unsprinklered and sprin- 
klered buildings are included. 


4.3.1.2 Visible wood surfaces 


The maximum number of storeys allowed with visible wood surfaces, both 
as interior linings and as exterior facade claddings, in residential buildings 
are summarised in Table 4.4 and illustrated in maps in Figures 4.14 and 
4.15. Data for both unsprinklered and sprinkled buildings are included. 


4.3.2 Office buildings 


Data for office buildings are available for several countries are similar to 
residential buildings in most cases (Ostman, 2022). 
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Maximum number of storeys with load-bearing timber structure in 
residential buildings 


Without sprinklers 


~ 02 3-4 58 > 8 те! no limit New Zealand 


With sprinklers 


0-2 34 58 >Binclno limit New Zealand 


Figure 4.13 Maximum number of storeys allowed with load-bearing timber elements in 
residential buildings (prescriptive requirements). 
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Maximum number of storeys with wooden facade claddings in 
residential buildings 


Without sprinklers 


0-2 
New Zealand 


With sprinklers 


0-2 3-4 5-8 > 8 incl по limit 


~ BEE New Zealand 


Figure 4.14 Maximum number of storeys allowed with wooden facade claddings in resi- 
dential buildings (prescriptive requirements). 
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Maximum number of storeys with visible interior wood surfaces in 
residential buildings 


Without sprinklers 


0-2 34 5-8 > 8 incl no limit 


| [ | us 


0-2 3-4 5-8 > 8 incl no limit 


New Zealand 


Figure 4.15 Maximum number of storeys allowed with visible wood in interior applica- 
tions in residential buildings (prescriptive requirements). 
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Without sprinklers With sprinklers 


Load-bearing 
structure 


Exterior 
applications 
- facades 


Interior 
applications 


1-2 3-4 5-8 >8 incl no limit 


Figure 4.16 Possibilities to use wood in residential buildings in different applications in Europe. 


4.3.3 Differences between European countries 


The differences between European countries are further detailed in 
Figure 4.16 and in Ostman, 2022. 


4.4 CONCLUSIONS 


The regulatory control systems for fire safety design of buildings differ 
between regions around the globe, but it is based on the same principles 
of saving life and property and specifying requirements for structural and 
non-structural applications. 

The possibilities for building in wood have gradually increased in recent 
decades in many countries, mainly due to the environmental benefits of 
using wood. But there are still restrictions in terms of fire regulations in 
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many countries, especially for taller buildings. The situation has therefore 
been mapped in 40 countries on four continents as an update to a survey in 
2002. The main issues are how high buildings with load-bearing wooden 
frames may be built and how much visible wood may be used both inside 
and as façade claddings (Ostman, 2022). 

The requirements shown in this chapter apply primarily to prescriptive fire 
design according to so-called simplified design with detailed rules, which 
are mainly used for residential buildings and offices. For more complicated 
construction e.g. public buildings, shopping centres, arenas and assembly 
halls, performance-based design can be used by fire safety engineers using, 
for example, engineering methods for predicting evacuation and smoke fill- 
ing, which increases the possibilities of using wood in buildings. 

In most countries, the possibilities of using wood in buildings increase 
if sprinklers are installed, which is highlighted. More information on 
sprinklers is presented in Chapter 10. 

Major differences between countries have been identified, both in terms 
of the number of storeys permitted in wood structures and of the amounts 
of visible wood surfaces in interior and exterior applications. Several coun- 
tries have no specific regulations or do not limit the number of storeys in 
wooden buildings, mainly due to limited experience and lack of interest in 
using wood in taller buildings. The differences between countries are still 
large, and many countries have not yet started to use larger wood buildings 
despite supplies of forest resources. 

Performance-based design may be used in several countries to verify fur- 
ther applications of wood (see Chapter 11). 
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SCOPE OF CHAPTER 


This chapter presents the reaction to fire performance of wood products 
used in buildings as internal surface finishes, exterior wall claddings and 
roof coverings. It describes the systems used for compliance with prescrip- 
tive regulations in different regions, and it also covers the characteristics of 
wood products for performance-based design and methods for improving 
the reaction to fire performance of wood products. 


5.1 WOOD PRODUCTS USED AS INTERIOR FINISH, 
EXTERIOR CLADDING OR ROOF COVERING 


This section briefly describes the different types of wood products that are 
used as interior finish, exterior cladding, and roof covering in buildings. It 
supplements the information in Chapter 1 of this guide. 


5.1.1 Sawn timber 


Logs are converted to rectangular-shaped sawn timber in sawmills. Sawn tim- 
ber is used primarily for structural applications, and a wide range of shapes 
are readily available. Cladding and decking timber are the more important 
applications in terms of reaction to fire. Sawn timber is mostly produced from 
softwood trees, but hardwoods can be used as well, e.g., for exterior claddings. 

It is important to note that the reaction to fire characteristics of a wood 
product is affected by the composition of the wood because its three main 
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components (cellulose, hemi-celluloses and lignin) have quite different ther- 
mal degradation characteristics. This is evident from the results of thermo- 
gravimetric analyses (TGA), which show that the constituents decompose 
to release flammable volatiles over different temperature ranges (Roberts, 
1970). Typical decomposition ranges are 240-350°C for cellulose, 200- 
260°C for hemi-celluloses, and 280-500°C for lignin. Consequently, the 
thermal degradation characteristics of wood shift towards higher tempera- 
tures with increasing lignin content. This explains why the surface tempera- 
ture at ignition is significantly higher for softwoods than for hardwoods (see 
below). Moreover, only about 5096 by mass of the lignin (which typically 
accounts for 18-35% by mass of the wood) decomposes to volatiles and a 
higher lignin content therefore results in an increased char yield. 

In addition to the three principal components, wood also contains remov- 
able extraneous organic compounds, referred to as “extractives” (typically 
between 4% and 10% of the wood) and small amounts of inorganic mine- 
rals (less than 196). Extractives, which are a collection of various organic 
compounds, adversely affect the flammability of the wood. Petterson (1984) 
compiled detailed chemical composition data of wood species found in the 
U.S. and other parts of the world. 

Wood products can be treated in a variety of ways to increase durability, 
and previous toxic treatment methods are being replaced by more envi- 
ronment-friendly methods. This includes different types of wood modifica- 
tions, for example, acetylation (treatment with acetic acid), furfurylation 
(treatment with furfuryl alcohol) and thermal treatment (Gérardin, 2016). 
These treatments change the chemistry of the wood and reduce the amount 
of water that the cell walls can absorb. This suggests that the fire perfor- 
mance of the material can be altered, which has been confirmed by a few 
studies (Morozovs & Викбапз, 2009; Dong et al., 2015). 


5.1.2 Panel products 


Wood is the principal component in the production of a variety of engi- 
neered panel products for use in structural or decorative applications. The 
most common of these products are briefly described below. Additional 
discussion of panel products can be found in Chapter 1 of this guide and 
Chapter 11 of the Wood Handbook (Wood Handbook, 2010): 


* Hardboard is manufactured primarily from inter-felted lignocellu- 
losic fibres (usually wood), mixed with a synthetic resin and additives 
to improve specific properties, and consolidated under heat and pres- 
sure in a hot press. Density range > 900 kg/m?. 

* Medium-density fibreboard (MDF) is manufactured from lignocellu- 
losic fibres in a similar fashion to hardboard but has a lower density 
than hardboard. Density range: 400-900 kg/m?. 
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• Oriented strandboard (OSB) is an engineered structural-use panel 
manufactured from thin wood strands (in North America, primar- 
ily aspen, which is a hardwood species) bonded together with water- 
resistant resin. The resin may have adverse effects on the reaction to 
fire performance. Density range: 500-800 kg/m?. 

* Particleboard is produced by mechanically reducing the wood raw 
material into small particles, applying an adhesive to the particles, 
and consolidating a loose mat of the particles with heat and pressure 
into a panel product. Density range: 600-800 kg/m?. 

* Plywood is a glued wood panel made up of an odd number (usually) 
of relatively thin layers of veneer (also referred to as plies) with the 
grain of adjacent layers at right angles. In North America, structural 
plywood generally is made from softwood veneers, while hardwood 
plywood is used primarily for decorative purposes. Density range: 
350-800 kg/m’. 

• Waferboard is a particle panel product made of wafer-type flakes. It 
is usually manufactured to possess equal mechanical properties in all 
directions parallel to the plane of the panel. Density range: 470-640 
kg/m. 


A variety of adhesives are available for the manufacture of engineered 
panel products, and it has been demonstrated that the type of adhesive does 
not influence the reaction to the fire performance of wood-based panels 
(Ostman and Mikkola, 2010), contrary to the structural fire performance 
of some engineered wood products containing adhesives (see Chapter 7). 


5.1.3 Engineered structural wood products 


Engineered structural wood products such as cross-laminated timber 
(CLT), glued laminated timber (glulam), laminated veneer lumber (LVL), 
parallel strand lumber (PSL) etc., may be used with visual wood surfaces 
and need evidence of their declared reaction to fire performance based on 
testing. These products are described in Chapter 1 of this guide. 


5.2 ASSESSING REACTION TO FIRE PERFORMANCE 
OF WOOD PRODUCTS FOR COMPLIANCE 
WITH PRESCRIPTIVE REGULATIONS 


This section provides an overview of the reaction to fire tests and classifica- 
tion systems that are used in prescriptive building regulations in different 
parts of the world, summarises how wood products perform and explains 
how this affects their use in different geographical regions. The systems 
are different for wall and ceiling linings, floor coverings, roof coverings 
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and facade claddings, as described below. The prescriptive requirements are 
usually based on fire testing, and the main test methods used are therefore 
described. 

Further information on fire safety requirements in different regions is 
presented in Chapter 4. 


5.2.1 Wall and ceiling linings 


Most of the available information exists for wall and ceiling linings. 


International methods 


Common internationally standardised methods to assess the reaction to fire 
performance of wall linings and ceiling materials are the Room/Corner test 
standard ISO 9705-1 and the Cone Calorimeter ISO 5660-1. 

The ISO 9705 Room/Corner test consists of a room measuring 3.6 m 
deep by 2.4 m wide by 2.4 m high, with a single ventilation opening (door- 
way) approximately 0.8 m wide by 2 m high in the front wall. In the stan- 
dard configuration, the interior surfaces of all walls (except the front wall) 
and the ceiling are covered with the test product. The product is exposed 
to a propane-burner ignition source located on the floor in one of the rear 
corners of the room opposite the doorway. 

At the start of a test, the propane gas burner is ignited and the mate- 
rial system is exposed to a 100 kW flame. After 10 minutes of exposure 
to 100 kW, the gas flow to the burner is increased to 300 kW and main- 
tained at that level for an additional 10 minutes. The products of combus- 
tion emerging through the doorway are collected in a hood and extracted 
through an exhaust duct by a fan. A gas sample is drawn from the exhaust 
duct to measure the concentrations of oxygen, carbon dioxide and carbon 
monoxide in the fire effluents. The gas temperature and differential pres- 
sure across a bi-directional probe are measured to determine the mass flow 
rate of the exhaust gases. The gas concentrations and duct flow rate mea- 
surements are used to calculate the heat release rate based on the oxygen 
consumption technique (Janssens, 1991a). The smoke production rate is 
determined based on the measured light opacity in the duct using a white- 
light extinction photometer located close to the gas sampling point. The 
primary measurements are the heat release rate, smoke production rate and 
heat flux to the floor in the room. The test is generally terminated when 
flashover occurs during the 20-minute test period. Flashover is assumed to 
have occurred when the total heat release rate reaches 1000 kW. The Room/ 
Corner test apparatus is shown schematically in Figure 5.1. 

The Room/Corner test has been used for classification in Australia, see 
below, and as a reference scenario for the European reaction to fire classifi- 
cation system (Sundstróm, 2007). 
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Figure 5.1 Room/Corner test ISO 9705-1. Specimen size 23 m? (walls only) or 31.6 m? 
(incl. ceiling). 
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The Cone Calorimeter described in ISO 5660-1 is the most commonly 
used test method to assess the reaction to the fire performance of building 
products. It is a sophisticated small-scale test apparatus, which is capable 
of measuring the heat release rate of materials and products under a wide 
range of thermal exposure conditions based on the oxygen consumption 
technique. Other useful information obtained from Cone Calorimeter tests 
includes time to ignition, mass loss rate, smoke production rate and effective 
heat of combustion. At the start of a test, a square specimen of 100x100 
mm is placed on a load cell and exposed to a pre-set radiant heat flux from 
an electric heater. The heater is in the shape of a truncated cone and can 
provide heat fluxes to the specimen in the range 0-100 kW/m?. An electric 
spark ignition source is used for piloted ignition of the pyrolysis gases pro- 
duced by the heated specimen. The products of combustion and entrained 
air are collected in a hood and extracted through a duct by a blower. A 
gas sample is drawn from the exhaust duct and analysed for oxygen (and 
often for carbon dioxide and carbon monoxide as well). Smoke production 
is determined based on the measured light obscuration in the duct using a 
laser photometer located close to the gas sampling point. Gas temperature 
at and differential pressure across an orifice plate are used for calculating 
the mass flow rate of the exhaust gases. The oxygen concentration and mass 
flow rate measurements are used to calculate the heat release rate based on 
oxygen consumption calorimetry (Janssens, 1991a). A schematic sketch of 
the Cone Calorimeter is shown in Figure 5.2. 
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Figure 5.2 Cone Calorimeter ISO 5660-1. Specimen size 0.01 m?. 


Table 5.1 Australian building code ВСА (NCC, 2019) 
classification based on ISO 9705 


Classification Time to flashover, trashover (S) 
Group | No flashover 
Group 2 601—1200 

Group 3 121—600 

Group 4 0-120 


Australia and New Zealand 


In Australia, the prescriptive (or “deemed-to-satisfy”) reaction to fire 
requirements for building materials and components are covered under the 
“Fire Hazard Properties” provisions in the Building Code of Australia or 
BCA (NCC, 2019). The Fire Hazard Properties specification has two parts: 
one part that specifies the reaction to fire requirements and a separate part 
that prescribes the minimum fire performance requirements for any mate- 
rial used in the construction of buildings, except single-family homes. 

As far as reaction to fire is concerned, the BCA classifies wall and ceil- 
ing linings into four groups based on the time to flashover measured in the 
ISO 9705 Room/Corner test (see Table 5.1). An alternative approach to 
determine the group classification of a lining involves the use of a calcula- 
tion method developed by Kokkala et al. (1993) to predict ISO 9705 room/ 
corner test performance, based on the Cone Calorimeter data. 
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In addition to controlling fire growth based on the group num- 
ber, the BCA also limits the smoke production based on the SMOGRA 
(SMOkeGrowthRate) measured in the Room/Corner test or the specific 
extinction area measured in the Cone Calorimeter. Typically, wood prod- 
ucts are classified in Group 3 and have a specific extinction area less than 
(and well below) 750 m?/kg (RIR 45980.10, 2018; RIR 41117.9, 2019; RIR 
45981.10, 2019; RIR 45982.13, 2019). The use of fire-retardant treatments 
can improve the performance by one or possibly even two group classes. A 
comparison with reaction to fire classification of wood products in other 
parts of the world is provided in Section 5.2.5. 

Group 4 materials are not allowed at all, while Group 1 is for restricted 
areas, such as escape pathways or areas where there are occupants with 
mobility issues. Timber linings are allowed in most general areas but are 
restricted in escape pathways or areas where there are occupants with 
mobility issues. 

One aspect that distinguishes Australian reaction to fire requirements 
from other parts of the world is that timber linings can be used in most 
parts of a building to any storey height. This concession is often used to 
explain why the Australian fire-resistance rating requirements are generally 
higher than in other developed countries. 

In addition to reaction to fire, all materials used in a building, except 
for housing, have to meet minimum fire-performance requirements. These 
requirements are based on performance in the test method described in 
AS/NZS 1530.3. The test results are used to calculate Ignitability, Flame 
Propagation, Heat Evolved and Smoke Developed Indices. The Ignitability 
Index is an integer between 0 and 20 and the other three indices vary between 
0 and 10, where 0 is best and 20 or 10 is worst. AS/NZS 1530.3 performance 
data for a range of wood products are published (WoodSolutions, 2021). In 
practice, the requirements are based on the Spread-of-Flame and Smoke- 
Developed Index only. For solid sawn wood, the Spread-of-Flame Index for 
wood species varies between 0 (for merbau) and 10 (for Western red cedar), 
but for most species it ranges from 7 to 10. The Smoke-Developed Index for 
solid sawn wood ranges from 2 (for jarrah) to 5 (for merbau). 

Finally, the reaction to fire-performance requirements for building mate- 
rials and components in Australia are specified in Volumes 1 and 2 of the 
National Construction Code (NCC, 2019). These two volumes of the NCC 
constitute the Building Code of Australia (BCA). The NCC is a perfor- 
mance-based code. The performance requirements can be met by adopt- 
ing one of the deemed-to-satisfy solutions, which are provided in the BCA 
in the form of Acceptable Solutions and Verification Methods. Acceptable 
Solutions are deterministic in nature, while Verification Methods prescribe 
another way to comply with the BCA performance requirements based on 
tests and/or calculations. The performance requirements also can be met 
by developing an alternative solution, which typically involves testing and/ 
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or engineering analyses to demonstrate that the material or system meets 
or exceeds the pertinent objective(s) and level of safety implicit in the code. 

In New Zealand, the New Zealand Building Code or NZBC (NZ leg- 
islation) requires wall linings and ceiling materials to be classified in one 
of four groups based on the measured or calculated flashover time in the 
ISO 9705-1 room/corner test, similar to Australia, as shown in Table 5.1. 
As in Australia, an alternative approach to determine the group classifica- 
tion of a product using the calculation method developed by Kokkala et al. 
(1993) based on Cone Calorimeter data can also be used in some instances. 
Untreated wood products are usually classified in Group 3 and generally 
can be used as wall linings in all occupied spaces, except those in specific 
locations and certain types of buildings (e.g., exit ways, sleeping areas in 
buildings where care or detention is provided, buildings that must be opera- 
tional following an earthquake, etc.). Additional restrictions apply to the 
use of untreated wood products used as ceiling materials in crowd/assembly 
spaces. 

Smoke production limits for wall linings and ceiling materials only apply 
in unsprinklered buildings where a group number of 1 or 2 is required. The 
average smoke production rate over the period 0 to 10 minutes in the ISO 
9705-1 test must not be greater than 5.0 m?/s, or the average specific extinc- 
tion area must not be greater than 250 m?/kg when ISO 5660-1 is used. 

The NZBC (NZ legislation) Acceptable Solution C/AS2 allows solid 
wood or wood products at least 9 mm thick and a density of at least 400 kg/ 
m? (or 600 kg/m for particleboard) to be assigned group number 3 without 
further testing. This also applies where waterborne or solvent-borne paint 
coating, varnish or stain is applied to the surface, provided it is not more 
than 0.4 mm thick and not more than 100 g/m?. 

Products with European Classifications using EN 13501-1 of Class B (or 
better), C and D are also treated as equivalent to group number 1, 2 and 3, 
respectively. See also Table 5.2. 


Europe 


In Europe, common test methods to evaluate the reaction to fire of con- 
struction products have been agreed. For construction products other 
than floor coverings, the main method is the Single Burning Item (SBI) test 
EN 13823. Two specimens of the material to be tested are positioned in 
a specimen holder frame at a 90° angle to form an open corner section. 
Both specimens are 1.5 m high. One specimen is 1 m wide and is referred 
to as the long wing. The other specimen is 0.5 m wide and is referred to 
as the short wing. During a test, the specimens are exposed for 20 min- 
utes to the flame of a triangular diffusion propane gas burner operating 
at 30 kW. The products of combustion are collected in a hood and are 
extracted through an exhaust duct. Instrumentation is provided in the duct 
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Table 5.2 European reaction to fire classification system for building products, except 


floorings 
Requirements 
Burning according to 
Smoke droplets Non Small — FIGRA 
Euroclass — class* class? comb. SBI рате | (Wis) Example products 
Al = = v = = = Stone wool with 
limited binder 
content 
A2 51,52 а0, dl or "4 "4 — <120 Gypsum boards (thin 
or s3 d2 paper), mineral wool 
B 51,52 О, аі or = v А < 120 Gypsum boards (thick 
or s3 d2 paper), FRT wood 
С 51,52 d0, dl or — "4 / < 250 Wall coverings on 
or s3 d2 gypsum board, FRT 
wood 
D 51,52 d0, dl or — "4 "4 < 750 Wood, wood-based 
or s3 d2 panels 
E – – ог d2 = = А - Some synthetic 
polymers 
F – - - - - - Do not fulfil class E 


* 51: SMOGRA < 30 m?/s? and TSP,44, < 50 т>; 52: SMOGRA < 180 m?/s? and TSP.o9, < 200 т>; and 53: 
not 51 or 52 

š d0: No flaming droplets/particles in EN 13823 within 600 s; 41: по flaming droplets/particles persist- 
ing longer than 10 s in EN 13823 within 600 s; and d2=not d0 or dl 


to measure temperature, velocity, gas composition (oxygen, carbon dioxide 
and carbon monoxide concentrations) and light opacity. The velocity and 
gas composition data are used to determine the heat release rate on the basis 
of the oxygen consumption technique (Janssens, 1991a). Smoke production 
rate is determined based on the measured flow rate and light opacity in the 
exhaust duct. During the test, observations are made of lateral flame spread 
(LFS) over the specimen surface and the presence of flaming droplets or 
particles. Classification is based primarily on a fire-growth rating (FIGRA, 
FIreGrowthR Ate), total heat released over the first 10 minutes of the test 
(THR,,,), and lateral flame spread (LFS) across the long-wing specimen. 
A smoke development index (SMOGRA), as well as visual observations of 
flaming droplets and/or particles are used for additional classification. The 
FIGRA index is equal to the maximum value of (heat release rate)/(elapsed 
time). To reduce the noise, the FIGRA is calculated based on the 30-second 
running average heat release rate. In addition, only heat release rates that 
exceed a class-dependent minimum value are considered in the calculations. 
The SMOGRA is equal to the maximum value of (smoke production rate) / 
(elapsed time). The smoke production rate is based on a 60-second running 
average. 
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Figure 5.3 SBI Single Burning Item test EN 13823, specimen size 0.0225 m? (left) and 
small flame test EN ISO 11925-2 (right), specimen size 0.00225 m?. 


In addition to the SBI test, the small flame test EN ISO 11925-2 has to be 
used. Both test methods are illustrated schematically in Figure 5.3. 

Table 5.2. provides the European reaction to fire classification system for 
construction products, except flooring materials (EN 13501-1). It is impor- 
tant to note that the official Euroclasses B, C and D of a combustible prod- 
uct are based on performance in EN 13823, as well as in EN ISO 11925-2. 
Most wood products with density > 300 kg/m? and thickness» 9-12 mm, 
depending on mounting, fulfil class D (Ostman et al., 2010). Fire-retardant 
treated (FRT) wood products may fulfil Class B (see Section 5.4.1). Classes 
A1 and A2 are for non-combustible products and classes E and F, which 
require testing only according to the small flame test EN ISO 11925-2, are 
seldom used in buildings. Some results for wood products and comparisons 
with classification in other countries are presented in Section 5.2.1.6. 


Japan 
The building regulations in Japan were updated in 1998 to facilitate the 
adoption of internationally accepted fire-test methods and implementation 
of performance-based requirements for compliance. This resulted in the 
development of a new reaction to fire classification system that came into 
effect in June of 2000 (Hakkarainen and Hayashi, 2001). The system rec- 
ognises three classes of interior finish materials based on heat release rate 
measurements in the Cone Calorimeter, ISO 5660-1 (described earlier in 
Section 5.2.1). The criteria are identical for the three classes, but the test 
duration is different, as shown in Table 5.3. The peak heat release rate can 
exceed the limit for a maximum period of 10 seconds. 

To obtain a classification, building products and materials also need to 
pass a small-scale smoke toxicity test. The model box test described in ISO/ 
TS 17431 is similar to a reduced-scale version (~ 40% in the linear dimension) 
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Table 5.3 Classification based on ISO 5660-1 used in Japan 


Test duration Peak heat release rate Total heat released 


Classification (min) (kW/m?) (MJIm?) 
Non-combustible 20 < 200 «8 
Quasi non-combustible 10 < 200 <8 
Fire retardant 5 < 200 <8 


of the ISO 9705 Room/Corner test but uses a 40 kW burner. It can be used 
as an alternative to the Cone Calorimeter to qualify materials as quasi non- 
combustible or fire-retardant. Wood products can be treated with fire retar- 
dants to achieve the fire-retardant classification (see Section 5.4). 


North America 


In the United States, the Steiner tunnel test is the most common material- 
flammability test method prescribed by building codes to limit flame spread 
over wall and ceiling finishes. The apparatus and test procedure are described 
in ASTM E84. The test specimen is 7.6 m long and is mounted in the ceil- 
ing position of a long tunnel-like enclosure. It is exposed at one end to a 79 
kW gas burner. There is a forced draft through the tunnel from the burner 
end. The measurements consist of flame spread over the surface and light 
obscuration by the smoke in the exhaust duct of the tunnel. Test duration 
is 10 min. A flame spread index (FSI) is calculated based on the area under 
the curve of flame tip location versus time. The FSI is 0 for a cement board 
and is normalised to approximately 100 for red oak. The smoke-developed 
index (SDI) is equal to 100 times the ratio of the area under the curve of light 
absorption versus time to the area under the curve for a heptane pan fire. 

The test standard ASTM E2768 is an extended duration version of ASTM 
E84 used to qualify FRT wood for use in buildings of non-combustible con- 
struction. To pass this test, FRT wood needs to achieve an FSI of 25 or less 
during the first 10 minutes and the flame shall not progress beyond 3.2 m 
from the centreline of the burners during the entire 30-minute test. 

The classification of linings in the model building codes is based on the 
FSI. There are three classes: Class A for products with FSI<25; Class B for 
products with 25 <FSI<75; and Class C for products with 75 « FSI « 200. 
In addition, all three classes require that the product have an SDI of 450 
or less. Class A products are generally permitted in enclosed vertical exits. 
Class B products can be used in exit access corridors, and Class C products 
are allowed in other rooms and areas. 

The American Wood Council (AWC) has published a list of FSI and SDI 
values for a large number of solid sawn wood species and panel products 
(AWC, 2019). Most solid sawn wood specimens achieve Class B while some 
are Class C. The reverse is the case for wood panel products, i.e., most are 
Class C while some are Class B. 
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The Room/Corner test described in NFPA 286 can be used as an alterna- 
tive to the Steiner tunnel test to qualify wall and ceiling linings for use in 
areas where Class A materials are required. The NFPA 286 test apparatus is 
similar to ISO 9705 but has some differences. It consists of a room measur- 
ing 3.66 x 2.44 x 2.44 m high, with a single ventilation opening (doorway) 
measuring approximately 0.76 mx2.03 m high in the front wall. Typically, 
only the interior surfaces of the sidewalls and the back wall are covered with 
the test material. The test material is exposed to the flame of a 0.3x0.3 m 
propane diffusion *sand box" burner, located with the top surface 0.3 m 
above the floor in one of the rear corners of the room opposite the doorway. 
Propane is supplied at a specified rate so that a net heat release rate of 40 
kW is achieved for the first 5 minutes of the test, followed by 160 kW for 
the remaining 10 min. The products of combustion generated in the fire are 
collected in a hood and extracted through an exhaust duct, which is instru- 
mented to measure the heat release rate based on oxygen consumption calo- 
rimetry, and smoke production rate using a white light or laser photometer. 
The primary pass/fail criteria are the occurrence of flashover at any time 
during the test, and the total amount of smoke produced exceeding 1000 
m? at the end of the 15-minute test. 

Wood products cannot pass NFPA 286 unless treated with fire retar- 
dants. For most untreated wood panel products, flashover occurs between 5 
and 7 minutes, i.e., within two minutes from the increase of the burner out- 
put from 40 to 160 kW, but flashover occurred prior to the burner increases 
for OSB treated with a water repellent (Tran and Janssens, 1991). 

In Canada, the Acceptable Solution for reaction to fire performance of 
wall lining and ceiling materials is based on the surface burning characteris- 
tics determined according to CAN/ULC-S102. The apparatus and test pro- 
cedure are nearly identical to those in ASTM E84, except that the windows 
are installed flush mounted to the outside face of the tunnel furnace, creat- 
ing cavities which provide turbulence and mixing of the air and combustion 
gases. As a consequence, the ULC versions of the tunnel test do not require 
turbulence bricks. However, the test results are evaluated differently. 

The net result of the differences is that the highest allowable flame spread 
rating for interior wall and ceiling finishes in the National Building Code 
of Canada (NBCC) is 150 versus 200 in the U.S. CAN/ULC-S102 Flame 
Spread Ratings and Smoke-Developed Classifications for various wood 
products are published by the Canadian Wood Council (CWC, 2020). 

The NBCC is objective-based and provides deemed-to-satisfy solutions, 
which can, but do not have to, be used to meet the code objectives. 


Comparison of reaction to fire classification 
of surface linings in different countries 


Table 5.4 compares the reaction to fire classification for six wood prod- 
ucts in four countries (Janssens et al., 2006). Small open-flame testing was 
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Table 5.4 Comparison of reaction to fire classification in different countries 


Product United States Australia/NZ Europe Japan 

Douglas fir plywood С Group3 D Unclassified 
FRT Douglas fir plywood A Group | or 2 С Unclassified 
Oriented strandboard | С Group 3 D Unclassified 
Oriented strandboard 2 C Group 3 D Unclassified 
White pine planks C Group 3 D Unclassified 
White oak planks C Group 3 D Unclassified 


Table 5.5 Flashover times for different wood products in Room/Corner tests 


Flashover time (s)* 


Wood product Thickness (mm) NFPA 286 ISO 9705 
FRT plywood N 13 NFO* 640 
FRT plywood F 13 NFO* 633 
FRT plywood R 13 NFO* NFO* 
Spruce plywood 13 372 186 
Oak veneered plywood 13 330 78 
Particleboard NI 13 306 156 
Particleboard N2 13 335 140 
Hardboard with stucco coating 10 324 174 


* Flashover is defined based on the time when flames emerge through the door or heat flux to the 
floor reaches 20 kW/m?, whichever occurs first. 

* Flashover did not occur prior to the end of the test (15 minutes for NFPA 265 and 20 minutes for 
ISO 9705). 


not conducted for these materials, so the reported Euroclass in Table 5.4 
is based solely on EN 13823 test results. However, it is well known that 
wood products with a density over about 300 kg/m? will pass the EN ISO 
11925-2 test (Ostman et al., 2010). 

White et al. (1999) published a comparison of the flashover times for 
a range of wood products evaluated according to different protocols in 
the standard Room/Corner test apparatus. Table 5.5 provides a subset of 
the data for wood products that were tested according to NFPA 286 with 
material on walls only and ISO 9705 with material on walls and ceiling. 
Flashover was not observed for the three FRT plywoods in the NFPA 286 
test. Depending on the treatment, flashover in the ISO 9705 Room/Corner 
test is either delayed until after the change of the burner output from 100 
to 300 kW (products N and F) or does not occur within the 20-minute test 
duration. For untreated wood products, flashover occurs in the NFPA 286 
test within 1 to 2 minutes after the burner increases from 40 to 160 kW. 
The flashover time in the ISO 9705 Room/Corner test exceeds 2 minutes 
for all untreated wood products, except oak veneer plywood, which quickly 
delaminated during the test. 
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5.2.2 Floor coverings 
International method 


The main test method for flooring coverings is the Radiant Flooring Panel 
test, EN ISO 9239-1. The test apparatus consists of a premixed gas-fired 
radiant panel inclined at 30? to and directed at a horizontally mounted 
floor covering specimen. The radiant panel generates a heat flux distribu- 
tion along the length of the test specimen from a nominal maximum of 10 
kW/m? to a minimum of 1 kW/m?. The test is initiated by open-flame igni- 
tion from a pilot burner. The heat flux at the location of maximum flame 
propagation is reported as the critical heat flux, CHF. A smoke photometer 
is used to measure light attenuation as a function of time in the exhaust 
stack. The area under the light attenuation curve expressed in %-min is 
referred to as the SDR (Smoke Development Rate). 

A schematic of the Radiant Flooring Panel test apparatus is shown in 
Figure 5.4. 


Australia and New Zealand 


In Australia, the Radiant Flooring Panel Test described in AS ISO 9239.1 
is used, which is functionally identical to the international test standard 
EN ISO 9239-1. The deemed-to-satisfy solution for flooring materials in 
the Australian code BCA (NCC, 2019) is based on acceptance criteria for 


Photocell 


Radiant panel 


Pilot flame 


Test specimen 


Figure 5.4 Radiant flooring panel test EN ISO 9239-1. Specimen size 0.24 m?. 
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the CHF and the SDR. In general, solid wood flooring 12 mm or thicker 
achieves a CHF of 2.2 kW/m? or higher and an SDR below 750%-min (RIR 
21419-05, 2018; RIR 41117.9, 2019). As a result, solid wood flooring can 
be used in nearly all locations and buildings. Examples of exceptions where 
a CHF of 4.5 kW/m? or greater is required are fire-isolated exits and fire 
control rooms in most types of buildings and patient care areas in unsprin- 
klered health care facilities. Some high-density Australian and Asian hard- 
woods exceed the CHF requirements for these restricted areas. 

In New Zealand, similar to Australia, the NZBC (NZ legislation) 
requires that timber or other combustible flooring materials, when tested 
to AS ISO 9239.1, exceed specified minimum CHF values depending on 
the occupancy, use of sprinklers and location in the building. Generally, a 
minimum CHF of either 1.2 or 2.2 kW/m? applies and these are typically 
achieved by solid wood flooring. New Zealand does not regulate the SDR 
of flooring materials. 

For the purposes of compliance with Clause C3.4(b) of the NZBC, wood 
products, plywood or solid timber, if not less than 12 mm thick and not less 
than 400 kg/m? in density, can be assigned a CHF of 2.2 kW/m? without 
further evidence of testing to AS ISO 9239.1. 


Europe 


In Europe, the Radiant Flooring Panel test EN ISO 9239-1 is used. The clas- 
sification system is similar to that for wall and ceiling linings (see Table 5.2), 
with classes By to Е, (fl refers to flooring materials) but EN ISO 9239-1 is 
used instead of EN 13823. Wood floorings are mainly in Class Dg, but some 
may reach Cg, e.g. spruce flooring (Ostman et al., 2010). 


North America 


In the United States, US building codes allow the use of wood flooring 
throughout the building without testing, except for some essential areas 
such as fire exits. However, the building codes do require that *non-tradi- 
tional" interior floor finish materials be tested according to ASTM E648, 
which is nearly identical to EN ISO 9239-1, except that it does not include 
light transmission measurement in the exhaust duct (ASTM E648). 

In Canada, the test standard CAN/ULC 5102.2 is a variation of САМ 
ULC S102, in which the burner is turned upside down so that the burner 
flame hits the floor of the tunnel test apparatus (CAN/ULC S102.2). This 
variation is used to test flooring, floor coverings, loose fill insulation, etc. 
However, the National Building Code of Canada (NBCC) does not regu- 
late the flame spread rating of flooring, with the exception of certain areas 
in high buildings such as exits, corridors, elevator cars and service spaces. 
Wood flooring materials therefore can be used almost every where in build- 
ings of any type of construction. 
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5.2.3 Roof coverings 
International method 


There is an international standard ISO 12468-1 External exposure of roofs 
to fire – Part 1: Test method, but it is unclear if it is used in any country. 


New Zealand 


In New Zealand, the reaction to fire properties of roof coverings is not 
regulated. 


Europe 


In Europe, there are four alternatives for testing and verifying the external 
fire performance of roofs in the European system according to CEN/TS 
1187: 


1. Method with burning brands 

2. Method with burning brands and wind 

3. Method with burning brands, wind and supplementary radiant heat 

4. Two-stage method incorporating brands, wind and supplementary 
radiant heat 


The four test methods originate from different European countries, and no 
harmonisation has been possible so far. One or both of the following haz- 
ard conditions are considered: 


• Fire spread over the surface and/or immediately below the roof covering 
• Penetration of fire through the roof 


The classification of external fire performance of roofs is specified in EN 
13501-5. When using wood products in roofs, the main concern is the pos- 
sibility of using wood as the substrate for the roof covering, because the use 
of wood products as the exterior roof covering is not very common. 


North America 


In the United States, the test standard ASTM E108 covers the measurement 
of the relative fire characteristics of roof coverings under simulated fire orig- 
inating outside the building. The following fire test methods are included: 


Spread of flame test 
Intermittent flame exposure test 
Burning brand test 

Flying brand test 
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When a roof covering is not restricted for use on non-combustible decks, the 
spread of flame, intermittent flame and burning brand tests are required. 
The burning brand test is required for roof coverings that have the potential 
of generating embers that continue to burn or smoulder after reaching the 
floor of the test facility. Three classes of fire test exposure are described: 


• Class A tests are applicable to roof coverings that are effective against 
severe test exposure 

• Class B tests are applicable to roof coverings that are effective against 
moderate test exposure 

• Class С tests are applicable to roof coverings that are effective against 
light test exposure 


The procedures measure the surface spread of flame and the ability of the 
roof-covering material or system to resist fire penetration from the exterior 
to the underside of a roof deck under the conditions of exposure. The tests 
are conducted with a gas burner flame or with cribs of Douglas fir. Class A 
tests use larger cribs than Class B or C tests, in this order. 

Each specimen consists of the roof covering mounted on a 1.01.3 m 
deck. FRT wood shingles and shakes first need to be subjected to rain and 
weathering tests described in ASTM D2898. Roof assemblies that have 
wood shingles and shakes can be rated Class A if the shingles or shakes 
are treated with fire retardants and a specific water-tight underlayment is 
installed. Without the underlayment, the maximum rating is Class B. 

In Canada, the test standard CAN/ULC-S107 is used to evaluate the fire 
performance of roof coverings. The Canadian method is conceptually simi- 
lar to that described in ASTM E108. In addition, in certain unsprinklered 
one-story buildings, the NBCC permits the use of a roof deck construction 
system using FRT wood that meets the flame-spread performance standard 
CAN/ULC-S126, originally developed for non-combustible roof assemblies 
(CWC, 2015). 


5.2.4 Facade claddings 


There are several ways of assessing the fire performance of facades and exte- 
rior wall systems. This section is focussed on the systems for the exterior 
facade claddings and large-scale methods. Some countries use also small or 
medium scale reaction to fire test methods for wall and ceiling linings (see 
Section 5.2.1). 


International methods 


International fire test methods for facade claddings are summarised in 
Table 5.6 (White and Delichatsios, 2014). 
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Australia and New Zealand 


In Australia, the Australian code BCA (NCC, 2019) recognises three 
types of construction: A, B and C, of which type A is the most fire resis- 
tant. According to the deemed-to-satisfy solution in the BCA, exterior 
wood claddings can be used in type A apartments, large-scale boarding 
houses, guest houses and hostels up to three or four stories depending on 
whether specific concessions and additional requirements are met, and 
up to one or two stories in other types of buildings. Moreover, exterior 
wood cladding systems are not permitted in buildings 25 m or higher 
because, even when treated with fire retardants, they cannot meet the 
acceptance criteria of any of the four full-scale fire tests that can be used 
to demonstrate compliance with the reaction to fire performance require- 
ments in the code. 

In bushfire-prone areas, the BCA has specific requirements for the fire 
performance of external construction elements when exposed to radiant 
heat, burning embers and debris. The pertinent standard AS 3959 provides 
a method to calculate the “Bushfire Attack Level” (BAL) for a building in 
a bushfire-prone area. The BAL class of a construction product used in an 
exterior building component is determined through testing according to AS 
1530.8.1 for BAL 12.5 to BAL 40 (where the number refers to the incident 
radiant heat flux in the test). The BAL classification for different wood spe- 
cies can be found on the WoodSolutions (2021) website. For example, the 
wood species blackbutt, merbau and spotted gum achieved BAL 29 for all 
applications. Jarrah and radiate pine achieved BAL 19 for all applications, 
although the latter achieved BAL 29 for decking used in conjunction with 
non-combustible wall cladding (RIR 30930800). Western ash and white 
cypress achieved BAL 19 for door and window joinery. 

In New Zealand, exterior cladding materials are tested in the Cone 
Calorimeter according to AS/NZS 3837 or ISO 5660-1 (see Section 5.2.1 
for a description of the test method). Wood specimens treated with fire 
retardants need to be subjected to accelerated weathering, according to 
ASTM D2898, prior to testing in the Cone Calorimeter. When using the 
Cone Calorimeter, the fire performance of exterior cladding material is 
based on the peak heat release rate and the total heat released in a 15-min- 
ute test at a heat flux level of 50 kW/m?. Type A cladding materials have a 
peak heat release rate of 100 kW/m? or less and a total heat released of 25 
MJ/m? or less. The corresponding limits for Type B materials are 150 kW/ 
m? and 50 MJ/m", respectively. Wood products have to be treated with fire 
retardants to have a chance of obtaining a Type A or Type B classification. 

For buildings less than 10 m high, the Acceptable Solution in the NZBC 
(NZ legislation) requires the use of Type A or non-combustible claddings 
when the exterior wall is within 1 m from the boundary. If the exterior wall 
is at a greater distance from the boundary, the Acceptable Solution allows 
Type B claddings in buildings where care or detention is provided and the 
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occupants need help from others but has no requirements for other types 
of buildings and uses. Type A claddings are allowed in buildings between 
10 and 25 m. For buildings 25 m or higher, the exterior wall system has 
to pass a full-scale facade test. Exterior wall systems with untreated wood 
claddings cannot meet the acceptance criteria for the full-scale facade test. 
BS 8414 is now most commonly used in New Zealand, where a full-scale 
facade test is required, but this is not yet formally included in the Acceptable 
Solution C/AS2, which currently refers to NFPA 285. The topic is under 
current research and review and some interim guidance is available from 
the regulator. 


Europe 


Some European countries use the reaction to fire classes also for facades, 
while other countries have different requirements (Ostman et al., 2010), but 
there is at present no European harmonised solution to assessing and quan- 
tifying their fire performance. Development work is ongoing (Anderson et 
al., 2021). The goal is a European approach to assess the fire performance 
of façades, but this might take 5-10 years to achieve. A review of the pres- 
ent situation in Europe is available (Ostman and Mikkola, 2018) and meth- 
ods (full or medium scale) used in Europe are summarized in Table 5.7 
(Bostróm et al., 2018) 

Structural fire protection and fire stops are fundamental requirements 
when facades are used as the outer surface of external walls of multi-storey 
buildings (regardless of the material used). The goal is to prevent uncon- 
trolled fire spread on the surface and in ventilation cavities (if present) of the 
external wall for a required time period (see Chapter 9). 


Japan 


Japan has a very long tradition of using exterior wood siding on homes. 
Since the eighteenth century, the *shou sugi ban" or *charred cedar board" 
technique has provided a cost-effective way to make exterior wood siding 
resistant to the weather and to fire. However, until recently, the Building 
Standards Law (BSL) in Japan only regulated the fire resistance of exterior 
walls in multi-story buildings but did not have any requirements to limit 
fire propagation over the surface of a façade and fire spread between adja- 
cent buildings in the densely populated residential areas in Japan. In 2015, 
the Japanese Standards Association published JIS A 1310. Exterior wall 
systems with wood claddings can pass this full-scale fire test that is used 
to evaluate fire propagation over building facades, provided the wood is 
treated with fire retardants. However, prior to conducting the fire test, such 
claddings have to be subjected to accelerated weathering according to JIS A 
1326 (see also Section 5.4.2). 
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North America 


In the United States, the standard NFPA 285 describes a test method 
intended to evaluate the capability of exterior wall assemblies constructed 
using combustible materials to resist vertical and, to some extent, lateral 
flame propagation over the exterior and interior faces and within the core of 
the assembly. The apparatus consists of a two-story structure with an open 
window in the lower compartment. Two gas burners are used to create the 
exposing fire. The main burner is located inside the first-floor burn room 
and is used to develop a temperature-time curve that is comparable to that 
prescribed in the fire resistance test standard ASTM E119. A second burner 
is located inside the window opening so that flames hit the window head, 
which is the most vulnerable part of the exterior wall assembly for flame 
penetration into the core of the wall. In 2019 the scope of the standard 
was expanded from non-combustible buildings (steel and concrete) to all 
construction types, including mass timber buildings. However, the building 
codes do not allow the use of combustible (wood) claddings and compo- 
nents in mass timber buildings over four storeys. 

The building codes specify a minimum separation distance between adja- 
cent buildings based on the assumption that exterior walls are covered with 
wood siding and that the minimum heat flux for piloted ignition of the sid- 
ing is 12.5 kW/m?. The test standard NFPA 268 is used to determine the 
piloted ignition threshold of alternative siding materials and verify that it 
does not exceed 12.5 kW/m?. Wood siding is assumed to meet these require- 
ments and does not need to be tested. 

In Canada, the standard CAN/ULC-S134 is the test method used to eval- 
uate the fire performance of exterior wall systems. The Canadian method 
is conceptually similar to that described in NFPA 285. However, the NFPA 
285 test wall is shorter 4x5.33 m versus 5x7 m, and the heat flux to the 
exterior wall from the flame and plume above the window is significantly 
higher but of shorter duration іп the Canadian test (average 45 kW/m? over 
15 minutes at 0.5 m above the window versus average 25 kW/m? over 30 
minutes at 0.6 m). Exterior wall designs with FRT wood claddings can pass 
the test, but the wood first needs to be exposed to accelerated weathering 
according to the methods described in ASTM D2898. For example, the 
deemed-to-satisfy exterior wall assembly EXTW-1 in section D-6 of the 
NBCC has 12.7 mm FRT plywood cladding. 


5.3 REACTION TO FIRE CHARACTERISTICS 
OF WOOD PRODUCTS FOR 
PERFORMANCE-BASED DESIGN 


This section provides typical reaction to fire characteristics that can be used 
to predict time to ignition, rate of the surface spread of flame, heat release 
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and mass loss rate, and generation rate of smoke and toxic combustion prod- 
ucts from wood products exposed in a developing fire. In North America, 
reaction to fire is also referred to as material flammability. Additional infor- 
mation on fire dynamics is provided in Chapter 3. 


5.3.1 Ignitability 


Ignition is defined as “the initiation of combustion”. For a solid material 
such as wood, a distinction is made between combustion that takes place in 
the gas phase versus that which occurs at the surface of the solid. Initiation 
of the former is referred to as “flaming ignition” because combustion is 
visually manifested by the formation of a luminous flame. Initiation of the 
latter is called “glowing ignition” because combustion progresses at a much 
slower rate and is evident from glowing at the surface. 


Flaming ignition 


When a combustible material is exposed to the heat flux from an external 
heat source (radiative, convective or a combination), its temperature will 
rise. If the net heat flux into the material is sufficiently high, the surface 
temperature will eventually reach a level at which the material starts to 
pyrolyse. The fuel vapours generated emerge from the exposed surface and 
mix with air in the gas phase. This mixture may ignite when the fuel vapour 
concentration exceeds the lower flammability limit. Sustained flaming initi- 
ated by a local heat source in the gas phase, such as a small flame or a hot 
spark, is referred to as piloted ignition. Auto-ignition occurs if there is no 
pilot present, and flaming is initiated at the hot surface of the heated solid. 


Piloted ignition of wood 


Piloted ignition of wood has been studied extensively since the 1950s. These 
studies usually involved laboratory-scale experiments to measure the time 
to ignition at different levels of incident heat flux from a radiant heater. 
Janssens (1991b) showed that the following expression is suitable for cor- 
relating piloted ignition data of “thermally thick” wood products and other 
solid materials: 


0.55 
= 0, 1+ ar ree | (5.1) 
igtig 


where 
Qe = Incident radiant heat flux (kW/m?) 
Qa = Critical heat flux for ignition (kW/m?) 
Крс = Apparent thermal inertia (kJ/m+-K?-s) 
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ћ, = Total heat transfer coefficient from the surface at ignition (kW/ 
m*-K) 


ба = Time to ignition at heat flux Ф (s) 


5 


А specimen is considered thermally thick under specified thermal ехро- 
sure conditions, if ignition occurs before the substrate starts to have an 
effect on the ignition time. In other words, the specimen behaves as if it 
were a semi-infinite solid. A specimen may behave as a thermally thick solid 
at high heat fluxes (short ignition times) and as thermally thin at low heat 
fluxes (long ignition times). 

The critical heat flux for ignition, ду, in Equation 5.1 is just sufficient 
to heat the material surface to the ignition temperature, T;,, for very long 
exposure times (theoretically оо). The relationship between 4 and Tig 
therefore follows from a steady-state heat balance at the specimen surface: 


а = h (То - T) + (Tig - T2) = ћо(То– Te) (5.2) 


where 
€ = Surface emissivity/absorptivity (~0.88 for wood (Janssens, 1991b)) 
h, = Convection coefficient (KW/m?-K) 
Т = Surface temperature at ignition (K) 
T, = Ambient and initial temperature (K) 
с = Boltzmann constant (5.67.10-!! kW/K^-m?) 


The convection coefficient for the Cone Calorimeter in the horizontal ori- 
entation and the Lateral Ignition and Flame Spread Test apparatus is esti- 
mated at 12 and 15 W/m?K, respectively (Janssens, 2013; ASTM E1321). 
The practical significance of Equation 5.1 is that for a thick material, igni- 
tion data points plotted as (1/t;,)°°* versus де should fall on a straight line. 
The intercept with the abscissa of a linear fit through the data is др. Once 
Qa is found, T;, and h; can be obtained from Equation 5.2. Finally, kpc, 
which is the product of the thermal conductivity (k in kW/m-K), density (p 
in kg/m?) and specific heat capacity (c in kJ/kg-K) of the solid, can then be 
calculated from the slope of the straight-line fit. Note that kpc estimated 
from an analysis of piloted ignition data is an apparent value over the tem- 
perature range between T,, and T,,. 

Janssens (1991b) used this method to estimate T;, and kpc for a range 
of wood products. The results of this work can be summarised as follows: 


• Ti, for oven dry tested softwoods varied between 350 and 365°C 

* Ti, for oven dry tested hard woods varied between 300 and 310°C 

e Ti, increased by approximately 2°C per percent increase in moisture 
content 
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e Apparent kpc values ranged approximately from 0.09 to 0.4 kJ/ 
m^ K?s for dry wood with densities between 330 and 810 kg/m? and 
increased by 30-40% for specimens conditioned to equilibrium at 
23°C and 50% relative humidity prior to testing 

* The apparent kpc obtained from analysis of piloted ignition data of 
wood was approximately equal to the product of p and literature val- 
ues of k and c at a temperature halfway between ambient and Т;, 


The ignition properties (T;, and kpc) can then be used to predict the time to 
ignition of a material under time-varying heat flux conditions in an actual 
fire. The net heat flux over a specified area of an exposed material is equal 
to the incident heat flux received over the area minus the convective and 
radiative heat losses from the surface: 


Ф (t) =| &(t)- eT. (9* | «h[T.(9-1«(9)] (5.3) 


where 
Фра. = Net heat flux into the solid at time t (KW/m?); 
t = Time (s); and 
Т; = Temperature of the fluid in contact with the surface of the solid (К). 


Because the heat losses are a function of the surface temperature, the net 
heat flux is not only a function of time but varies with surface temperature 
as well. For a thermally thick solid, the surface temperature can then be 
calculated by applying Duhamel's superposition theorem, which leads to 
the following integral equation: 


К 1 (td) 
ет, + sch. foe (5.4) 


If the kpc of the material is known and the net heat flux is specified as a 
function of time and surface temperature, Equation 5.4 can be solved to 
calculate T, as a function of time. The material will ignite when T,=T;,. 
However, because Ор is usually a function of t and T, (which in turn is a 
non-linear function of t), it is necessary to solve the equation numerically. 
A limitation of Janssens’ approach is that it assumes that the material 
behaves as a thermally thick solid. Dietenberger (2004) used a weighted 
average of Equation 5.1 with a similar equation for thermally thin mate- 
rials backed by insulation, i.e., as tested in the Cone Calorimeter ISO 
5660-1 and LIFT apparatus ASTM E1321, to correlate piloted ignition data 
that cover the thermally thick (high heat fluxes leading to short ignition 
times) and thermally thin (long ignition times at low heat fluxes) regimes. 
Table 5.8 provides a comparison between ignition properties for various 
wood products estimated from Janssens’s and Dietenberger’s methods. The 
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table indicates that T; is generally lower for wood panel products compared 
to solid sawn wood. 

The advantage of Dietenberger’s method is that, in addition to T;, and 
apparent kpc, it also provides an estimate of an apparent value of the ther- 
mal diffusivity k/pc. Because density p is known, apparent values of k and c 
can then be calculated from the thermal inertia and diffusivity estimates for 
use in heat conduction calculations for wood surfaces and ignition targets 
in compartment fire models such as B-RISK, CFAST and Fire Dynamics 
Simulator (FDS) (Wade et al., 2016; Peacock et al., 2021; McGrattan et al., 
2021). 


Auto-ignition of wood 


Auto-ignition of wood exposed to radiant heat is similar to piloted ignition, 
except that the hot surface triggers ignition of the flammable mixture of 
volatiles and air in the boundary layer. Consequently, T;, for auto-ignition 
is much higher than for piloted ignition. Abu-Zaid (1988) measured 510°C 
and 550°C for Douglas fir with 0% and 17% moisture content respectively, 
i.e., about 150-200°C higher than for piloted ignition. Abu-Zaid’s data 
indicate that the corresponding critical heat flux is between 30 and 40 kW/ 
m2, which is consistent with the value of 33 kW/m? based on an earlier work 
by Simms (1960). 


Glowing ignition 


The following conditions are necessary and favourable for the initiation of 
glowing combustion of wood: 


• The incident heat flux is too low to generate combustible vapours at a 
sufficient rate to create a flammable mixture in the gas phase 

• The incident heat flux is high enough and is applied for a sufficient 
duration to promote self-accelerating exothermic reactions at the sur- 
face with oxygen in the surrounding air 

• The reactions can be sustained because the surface temperature rises 
to about 600°C following ignition and conduction heat losses into the 
solid are low due to the porous nature of wood 


Babrauskas (2002) reported that smouldering ignition occurred when wood 
exposed to a minimum heat flux of 4.3 kW/m? reached a temperature of 
250°C. After some time, glowing combustion may, but not always does, 
transition to flaming combustion, depending on the specific conditions. 


5.3.2 Surface spread of flame 


Flames can propagate over a solid surface in two modes. The first mode is 
referred to as the wind-aided flame spread. In this mode, flames spread in 
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the same direction as the surrounding airflow or are driven by buoyancy. 
The second mode is referred to as opposed-flow flame spread, which occurs 
when flames spread in the opposite direction of the surrounding airflow. 
Upward and downward flame propagation over the vertical surface of a wall 
are examples of wind-aided and opposed-flow flame spread, respectively. 

The rate of wind-aided flame spread is a function of the external heat flux 
distribution over the surface and can be calculated based on the ignition 
source characteristics and ignition, heat release rate properties of the solid, 
e.g. Kokkala et al. (1997). Quintiere (1981) developed the following equa- 
tion to predict the opposed-flow spread rate of a turbulent flame over thick 
fuel sheets based on earlier work by deRis (1969) for laminar flames, after 
whom the equation is named: 


ф 
Vp = 5:5 
° kec(T - T.) idi 


where 
ф = Flame heating parameter (kW?/m?) 
Т = Surface temperature at ignition (K) 
T, = Surface temperature of the time of flame front arrival (K) 


The ignition properties kpc and T; can be estimated according to the pro- 
cedures described in Section 5.3.1.1. The flame heating parameter ф can be 
estimated from flame spread data obtained in the LIFT apparatus accord- 
ing to a procedure described in ASTM E1321. The standard also includes 
a procedure to estimate T, min i.e., the minimum surface temperature at 
which the opposed-flow flame spread front ceases to advance. Janssens 
(1991b) performed tests on specimens of six solid sawn wood products and 
five wood panel products in the LIFT apparatus, and reported values of $ 
and T, min are in the range of 1.7-8.8 kW?/m? and 73-183°C, respectively. 


s,min 


5.3.3 Burning rate 
Heat release rate 


A typical heat release rate curve for wood measured in the Cone Calorimeter 
(or similar device) is bimodal. Shortly after ignition, the heat release rate 
rises rapidly to the first peak. A protective char layer builds up as the pyrol- 
ysis front moves inward. The char layer forms an increasing thermal resis- 
tance between the exposed surface and the pyrolysis front, resulting in a 
decrease of the heat release rate after the first peak. At some point, the 
surface recedes at approximately the same rate as the pyrolysis front and 
the heat release rate becomes relatively steady. Standard Cone Calorimeter 
specimens are backed by high-temperature ceramic fibre insulation. This 
causes the heat release rate to start rising again when the pyrolysis front 
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approaches the back surface. After the second peak, the heat release drops 
again until flaming ceases and the char residue continues to smoulder. 

Janssens (1991c) and Tran (1992) published extensive surveys of the heat 
release rate data of wood. Janssens, for example, reported a first peak heat 
release rate for a number of conditioned wood specimens in the range of 
180 to 230 kW/m2. For wood treated with fire retardants to obtain a Class 
A rating in the Steiner tunnel test (see Section 5.2.4), this value can be well 
below 100 kW/m. The heat release of a wood product measured in the Cone 
Calorimeter or a similar device depends on many factors (species, density, 
moisture content, heat flux, specimen orientation, oxygen concentration, 
etc.). The results of thousands of tests have been published, but it is not 
practical to include them in this chapter. Instead, the reader is referred to the 
aforementioned surveys by Janssens (1991c) and Tran (1992) and the public 
domain repository of Cone Calorimeter data for wood products tested at the 
Forest Products Laboratory in Madison, Wisconsin, USA (USDA). 


Pyrolysis models 


Models to predict the pyrolysis rate of wood range from simple approxi- 
mate analytical equations to detailed numerical solutions of the conserva- 
tion equations of mass, momentum and energy supplemented with algebraic 
equations to predict thermal properties of wood and char as a function of 
temperature, evaporation rate of free and bound water, thermal decom- 
position rate of the active components of wood, etc. A detailed review of 
wood pyrolysis models was made by Moghtaderi (2006). A simple approach 
to estimating the pyrolysis rate of wood relies on the concept of heat of 
gasification: 


т" = a and Q'- А сен т" = Ahe ett a (5.6) 
where 

№” = Pyrolysis rate per unit area (g/m?-s) 

Gna = Net heat flux into the solid at the exposed surface (kW/m?) 

Ah, = Heat of gasification (kJ/g) 

О" = Heat release rate per unit area (kW) 

Ah, ен = Effective heat of combustion (kJ/g) 


Equation 5.6 can be used to calculate the burning rate of liquid and ther- 
moplastic pool fires, which, after an initial transient following ignition, 
reach and remain at a steady state until burnout. This is because, in this 
case, the surface temperature and heat of gasification are relatively con- 
stant. However, for char-forming materials, such as wood exposed to a 
constant heat flux in the Cone Calorimeter or a similar device, neither the 
burning rate nor the surface temperature is constant. Consequently, Ah, 
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of wood varies over time. Janssens (1993) developed a method to calculate 
Ah, of wood in the Cone Calorimeter as a function of char depth. Table 5.9 
gives average values for Ah, «p (which, unlike Ah,, is relatively constant and 
can be measured directly in the Cone Calorimeter), Ah, and Ah,/ Ah, „и for 
various wood products. The Ah, and Ah, values in Table 5.9 are based 
on the data reported by Janssens (1993) and can be used in conjunction 
with Equation 5.6 to obtain an estimate of the pyrolysis rate or heat release 
rate of wood under quasi-steady thermal exposure conditions. Ah,/Ah, «tf 
is a measure of the flammability of the material, where a lower ratio cor- 
responds to increased flammability. The ratio varies between 0.22 and 0.27 
for solid sawn wood and is somewhat lower (~0.18) for three of the four 
panel products. Table 5.9 also includes Ah, «t and Ah, for some common 
plastics (Lyon, 2004) for comparison purposes. Ah, for untreated plastics is 
comparable to but generally somewhat lower than that of wood products. 
Over the past decade, the pyrolysis model in Fire Dynamics Simulator 
(McGrattan et al., 2021) has become one of the most commonly used meth- 
ods to simulate the thermal degradation of solid materials in general and 
wood in particular. Often, the modelling approach involves testing of speci- 
mens of the material in the Cone Calorimeter (or similar device), thermo- 
gravimetric analysis (TGA) apparatus and sometimes other small-scale test 
apparatuses. The test data are used in conjunction with the model to esti- 
mate the kinetic parameters for the thermal degradation reactions, apparent 
thermal properties of the material and its char and other model parameters. 
In addition, part of the Cone Calorimeter data is used for model valida- 
tion. A detailed example of this approach to model pyrolysis of wood was 


Table 5.9 Effective heat of combustion and heat of gasification values for various 
wood products and common plastics 


Material Ah, ғ (MJ/kg) Ah, (Mj/kg) Ah JA, of 
Western red cedar 13.1 3.27 0.25 
Redwood 12.6 3.14 0.25 
Radiata pine 11.9 3.22 0.27 
Douglas fir 12.0 2.64 0.22 
Victorian ash 11.7 2.57 0.22 
Blackbutt 10.6 2.54 0.24 
Douglas fir plywood 12.3 2.95 0.24 
Oriented strandboard 13.3 2.39 0.18 
Southern pine plywood 12.3 2.21 0.18 
Particleboard 11.8 2.12 0.18 
Polyethylene 40.3 1.9-2.2 0.05 
Polystyrene 27.9 1.8 0.06 
Nylon 29.8 1.5 0.05 


Polyvinylchloride 9.3-11.3 2.3-2.7 0.12–0.29 
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Table 5.10 Carbon monoxide CO and smoke yields of selected wood products and 
plastics in well-ventilated fires 


Material Carbon monoxide yield, Y, (g/g) ^ Smoke yield,Y, (g/g) 
Hardwoods 0.004 0.015 
Softwoods 0.004–0.005 0.015 
Wood board and panel products 0.002–0.015 

Polyethylene 0.024 0.060 
Polystyrene 0.060 0.164 

Nylon 0.038 0.075 
Polyvinylchloride 0.063 0.173 


SFPE Handbook, 2016 


recently published by Rinta-Paavola and Hostikka (2022). An important 
finding of this study is that a multiple reaction model, i.e., one reaction for 
each of the principal components of wood, did not appear to improve the 
accuracy of the pyrolysis rate predictions compared to the single-reaction 
model, i.e., wood modelled as a homogeneous material with a single set of 
kinetic parameters. 


5.3.4 Production rate of smoke and 
toxic products of combustion 


The primary toxic gas that is generated in the combustion of wood is car- 
bon monoxide. However, compared to most plastics, the carbon monoxide 
and smoke (or soot) yields of wood are very low under well-ventilated con- 
ditions, as is evident from the yield data taken from table A.40 in the SFPE 
Handbook (2016) and reproduced in Table 5.10. Moreover, because Ah, of 
these plastics is comparable to or lower than that of wood, see Table 5.9, this 
implies that the generation rate of CO and soot in well-ventilated fires is sig- 
nificantly higher for these plastics than for wood products under the same 
thermal exposure conditions. However, the CO yield increases dramatically 
to about 0.2 g/g when the air supply is below stoichiometric (equivalence 
ratio of 1.5 and higher), although under those conditions the CO yield is 
largely independent of the fuel (see Chapter 16 in the SFPE Handbook). 


5.4 METHODS FOR IMPROVING THE REACTION TO 
FIRE PERFORMANCE OF WOOD PRODUCTS 


5.4.1 Fire-retardant treatments, 
including surface coatings 


Fire-retardant treatments of wood products, e.g. by chemical modification, 
may considerably improve the reaction to fire properties, even to the extent 
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that the highest fire classifications for combustible products can be reached, 
i.e., Group 1 in Australia and New Zealand, Euroclass B in Europe or Class 
A in the U.S. for wall linings and ceiling materials (see Sections 5.2.1, 5.2.2 
and 5.2.4) This allows wider use of visible wood, both as interior wall and 
ceiling linings and as exterior claddings, e.g. in façades. 

It is relatively easy to obtain an improved reaction to fire performance of 
wood products. Most existing fire retardants are effective in reducing dif- 
ferent reaction to fire parameters of wood such as ignitability, heat release 
and flame spread. However, high retention levels have to be used compared 
to ordinary preservation treatments used to protect wood against biologi- 
cal decay, often in a range of approximately 5-15%, depending on the type 
and amount of flame retardant. Common types of fire retardants contain 
nitrogen, phosphorous and/or boron, including combinations of those. 

There are three main processes to treat wood with flame retardants: 


1) Full-cell treatment via vacuum-pressure impregnation in a pressure 
chamber mainly with aqueous solutions or dispersions of the flame 
retardant as usually done for preservative treatment. This process is 
predominantly applied for timber but is also possible for veneer-based 
products (plywood, laminated veneer lumber). Treatment of the last- 
mentioned products can involve individual treatment of the veneers 
prior to gluing or treatment of the whole panel. 

2) Surface treatment by dipping, spraying, brush or roll application. 
Compared to the full-cell treatment, the penetration depth of the 
flame retardant is about 1 mm or less. The formulations applied may 
be intumescent coatings or non-film-forming substances similar to 
those used in full-cell treatment. 

3) Addition during the production process. Flame retardants may be 
sprayed onto particles, fibres or strands before, after or together with 
the adhesive and subsequently pressed to wood-based panels. This 
may result in significant strength loss compared to panels without 
flame retardants added, particularly when these are acidic. Surface 
properties may be inferior with respect to coating or application of 
laminates. 


The aim of flame retardants used for wood is to delay the ignition and to 
reduce the heat released during combustion. The various flame retardants 
may be classified into five types, on the basis of their underlying mechanism: 


1) Changing the pathway of pyrolysis 

2) Coating formation on the wood surface 

3) Slowing down ignition and burning by changing the thermal proper- 
ties of wood 

4) Reducing combustion by diluting pyrolysis gases 

5) Reducing combustion by free radical trapping in the flame 
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The most effective flame retardants for wood reduce fuel production by increas- 
ing char production and lowering the amount of combustible gases. Therefore, 
most of the flame retardants used for wood fall under mechanism 1. The 
majority of flame retardants, however, operate by several of these mechanisms. 

Fire retardants may influence the reaction to fire properties, but for the 
fully developed fire, the effect is minor (Nussbaum, 1988). One exception 
is intumescent paints that may delay the time for the start of charring and 
thus increase the fire resistance of wooden structures. In any case, fire retar- 
dants cannot make wood non-combustible, even though that is what the 
U.S. building code acceptance of FRT wood in non-combustible buildings 
would seem to imply. 

It has been observed that fire-retardant treated (FRT) wood products, 
mainly but not exclusively plywood, used as roof sheathing lose their strength 
during service conditions. Several incidents have occurred. Extensive studies 
have been performed mainly in the U.S., and the main phenomena seem to 
have been explained. High temperatures in the roof structures have initi- 
ated a decay process in the wood caused by some types of fire retardants. 
New standards to predict the behaviour have been developed. A review of 
more than ten years of research has been published (Winandy, 2001). The 
mechanical strength is important for several applications of FRT wood 
products in the U.S., while in Europe it seems to be less important, since 
FRT wood is mainly used for non-structural purposes. In most cases, other 
properties, e.g. durability against weathering, are considered to be far more 
essential. 


5.4.2 Durability of reaction to fire performance 


The durability of the fire-retardant treatment is an important consider- 
ation. There are two mechanisms by which the long-term durability of 
treated wood products may be adversely affected. First, a high moisture 
content increases the risk of migration of flame retardant chemicals within 
the wood and salt crystallisation on the surface. The second mechanism 
results in decreased fire performance and involves the loss of flame retar- 
dant chemicals by leaching or other mechanisms. The latter is a major con- 
cern for exterior applications and is the main challenge in the development 
of new FRT wood products (Ostman and Tsantaridis, 2017). 

A European standard EN 16755 has been developed to determine the 
“Durability of Reaction-to-Fire performance” (DRF) classes has been 
developed. The system is summarised in Table 5.11. It consists of a control 
system for the durability properties of FRT wood-based products and suit- 
able test procedures. The European system is based on ASTM test methods 
from North America (Wood Handbook, 2010). 

In Japan, an accelerated weathering (JIS A 1326) is being used. Some 
results with natural exposure for up to three years have been published 
(Yoshioka et al., 2021), showing similar results as the European study. 
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Table 5.11 Requirements for DRF classes of FRT wood products according to EN 


16755 
Performance requirements for different end uses 
Fire performance 
DRF Fire class, after weather 
class Intended use initial Hygroscopic properties exposure 
INT! Interior, dry Relevant – E 
applications fire class 
INT2 Interior, humid Relevant Limited moisture content — 
applications fire class Minimum visible salt 
EXT Exterior Relevant ^ Limited moisture content Fire performance is 
applications fire class Minimum visible salt maintained 


The relevant initial fire class shall be verified according to EN 13501-1 
or IMO (International Maritime Organisation) classification systems. 
Persistence of reaction to fire performance after weather exposure shall be 
verified according to (ISO 5660-1) or the European system (EN 13501-1). 

FRT wood products fulfilling both the reaction to fire requirements and 
the durability of reaction to fire performance are available worldwide. 
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SCOPE 


This chapter describes the important role of fire-separating assemblies for 
passive fire protection in any type of building. Fire-separating assemblies 
provide essential compartmentation, which limits fire spread, contributing 
to both life safety and property protection. It gives design recommenda- 
tions for providing fire resistance to timber- and wood-based separating 
assemblies, including walls, floors and roofs. 


6.1 GENERAL 


In addition to maintaining the load-carrying capacity of the structure during 
a fire, the concept of compartmentation is one of the most effective passive 
measures for providing fire protection for life safety and property protec- 
tion. Without firefighting or automatic fire suppression, the concept of com- 
partmentation is the only way of preventing a fire from spreading beyond its 
room of origin. This concept has become an essential requirement in both 
prescriptive- and performance-based building codes all over the world. 

The main objective of applying fire-resistance-rated separating assemblies 
is to limit the probability that fire or smoke will spread from the compart- 
ment of fire origin to other compartments at the same or other storeys in a 
building, or to neighbouring buildings, within a defined time. By an opti- 
mum arrangement of separating assemblies, the development and spread of 
fire is slowed down, property damage is reduced, fire exposure to multiple 
sites is limited, safety of occupants is improved, and firefighting and rescue 
operations become more effective (Figure 6.1). 


6.2 BASIC REQUIREMENTS FOR FIRE- 
SEPARATING ASSEMBLIES 


Walls, floors and roofs acting as separating assemblies can be designed as 
load-bearing or non-load-bearing elements. Separating assemblies are only 
exposed to fire from one side at a time, even if they are designed for separate 
exposure in both directions. This is important for non-symmetrical assem- 
blies where the fire resistance may not be the same whether fire occurs from 
one side or the other, but the assembly must be designed for exposure from 
both sides separately. 

Where fire compartmentation is required, the elements forming the 
boundaries of the fire compartment must be designed and constructed in 
such a way that they maintain their separating function during the relevant 
fire exposure. The relevant time of fire exposure is normally expressed in 
terms of fire resistance, a specified time of exposure to the standard tem- 
perature-time curve (see Chapter 2). The time is usually specified by pre- 
scriptive building regulations. 
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Figure 6.1 Compartmentation between buildings by a separating firewall (Photo johnivi- 
son.com). 


Most fire codes around the world specify the required fire resistance 
R/E/I separately for three functions of structural adequacy or load-bearing 
(R), integrity (E), and insulation (I), in that order, as shown in Figure 6.2. 
Load-bearing assemblies are presented in Chapter 7. 

In addition to these criteria, some counties, mainly in Europe, require 
that firewalls shall withstand mechanical action (criterion M) to maintain 
compartmentation. Mechanical action M is the ability of the element to 
withstand impact, representing the case where the structural failure of 
another component in a fire causes an impact on the element concerned 
(EN 13501-2). The element is subject to impact of a predefined force shortly 
after the time for the desired R, E and/or I classification period. The element 
shall resist the impact without prejudice to the R, E, and/or I performance 
to have the classification supplemented by M. 

The integrity criterion (E) is satisfied when no sustained flaming, or hot 
gases sufficient to ignite a cotton pad, occurs on the unexposed side and no 
cracks or openings in excess of certain dimensions open up (which could 
allow passage of flames or hot gases). 

The insulation criterion (I) is satisfied where the average temperature rise, 
as measured by standard thermocouples placed on the non-exposed surface, 
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Figure 6.2 Performance criteria for fire resistance (TU Munich). The criteria apply to 
both horizontal and vertical assemblies. 


is limited to 140°C, and the maximum temperature rise at any point (or 
thermocouple) on that surface does not exceed 180°C, when exposed to 
the standard fire. This prevents the ignition of objects in the neighbouring 
compartment due to excessive radiation emitted by that hot surface. In gen- 
eral, there is no risk of fire spread due to thermal radiation when criterion I 
(insulation) is satisfied. 

With respect to non-standard design fires, which include the decay phase, 
Eurocode 5 recommends a different limit to the unexposed surface tem- 
perature increase of an average of 200°C and a maximum of 240°C (EN 
1995-1-2, 2004). 

In Europe, the performance criteria are expressed together with a time 
value e.g. EI 30, EI 60, EI 90 etc. In some countries, such as Canada and 
United States, the fire resistance of a separating assembly is determined 
as the time when the first performance criterion fails, without specifi- 
cally stating what failure mode limited the assembly's fire resistance. In 
New Zealand and Australia, the three criteria are expressed together as 
30/30/30, or 60/60/60. 

In most countries, the spread of smoke is assumed to be fulfilled implic- 
itly when the EI criterion is satisfied, but an explicit evaluation is required 
in a few building codes within specific testing standards or for some assem- 
blies. For example, the German standard DIN 4102-2 requires the visual 
observation and classification of the emergence of smoke on the unexposed 
side in addition to the evaluation of integrity and insulation behaviour. An 
assessment by technical measurements of smoke leakage is done for smoke 
control doors on the basis of EN 13501-2. 


6.3 ENCAPSULATION 


Some timber elements can be used as separating assemblies with no applied 
fire protection. Additional protective layers are required in some cases, 
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depending on the type of assembly and the time of protection required. 
Protection, which is sufficient to prevent the charring of the underlying 
wood, is called encapsulation, as discussed in Chapter 2. Encapsulation 
may be provided for several reasons: 


To increase the EI criteria for fire resistance of separating assemblies 
To exclude or reduce charring, which will decrease the load-bearing 
capacity (R) of structural elements 

* To reduce the additional fuel load in the fire compartment due to 
charring 


Different criteria are used for encapsulation in different countries. In 
Europe, K classes are defined in EN 13501-2 and encapsulation for struc- 
tural fire protection is given in prEN 1995-1-2, 2021. Tests for encapsula- 
tion in Canada are described in CAN/ULC-S146. Even if the individual 
classification criteria differ between test and design standard, the com- 
mon objective is to protect structural timber elements against charring (see 
Chapter 7) and contribute to the overall fire resistance of separating assem- 
blies. The European K classes do not guarantee compartmentation, due to 
the different performance criteria, as shown in Figure 6.3, with tempera- 
ture rise measurements recorded at different locations and times. 

The European system of K classes for the fire-protection performance 
of coverings is defined in EN 13501-2 based on full-scale furnace testing 
in horizontal orientation according to EN 14135, as shown in Figure 6.4. 
Besides the temperature criterion behind the protective lining after different 
time intervals (10, 30 and 60 minutes), no collapse, burning on the sub- 
strate or falling parts are allowed. An encapsulation with K classification is 
required by building regulations in several European countries. Two types 
of K classes are defined, depending on the substrate behind the protective 
material. Class K, includes substrates with a density less than 300 kg/m?, 


K - Time 
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< 270°C 
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Figure 6.3 Difference between the surface temperature rise performance criteria for 
insulation | and encapsulation K (TU Munich). 
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Figure 6.4 Test of encapsulation covering according to EN 14135 and testing at TUM. 


while class K, includes all substrates, so in practice it is sufficient to verify 
K, classes for the protection of wood. The K, classes would then be given as 
K,10, K,30 or K,60 depending on the time periods (10, 30, or 60 minutes, 
respectively) for which the criteria were satisfied. 

Similar to the European approach, in Canada, the CAN/ULC-S146 stan- 
dard describes a test method to evaluate the performance of encapsula- 
tion materials for structural timber elements. Contrary to the European 
approach, the assessment is only for the mean and maximum increase 
in temperature (AT <250°C/270°C) behind the protective lining on the 
wooden substrate. Falling parts of the encapsulation material or a visual 
observation of the burned substrate are not evaluated. 
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In Eurocode 5 (EN 1995-1-2) the value ty, (see Chapter 7) is defined as 
the start time of charring behind the protective lining for the calculation 
of the fire resistance of protected timber structures. A limiting temperature 
of 300°C is used for the onset of charring. The criterion of 300°C is higher 
than the stricter temperature criteria in EN 13501-2 and CAN/ULC-S146. 
This is due to the fact that in the European test standard EN 14135, there is 
a time delay between the end of the fire exposure and the visual observation 
of the wooden substrate regarding burned areas at joints or at fasteners, 
and thus a further thermal exposure occurs. For this purpose, the tempera- 
ture criterion at the surface of the wood substrate was set below the typical 
300°C criterion. An overview of the different assessment criteria used in 
current standards is given in Table 6.1. 

However further investigation showed that starting of charring around 
fasteners behind the protective lining did not initiate any self-propagating 
smouldering in the timber substructure before reaching the critical surface 
temperature (AT < 250°C /270°C) according to EN 13501-2 (Mógele, 2010). 
The requirement regarding charring around fasteners is therefore expected 
to be deleted in future revisions of EN 13501-2. 

The most common products used for encapsulation of timber members 
are gypsum plasterboards or gypsum fibreboards. Wood-based products 
may also be used for encapsulation (OJ, 2014), but they are usually more 
sensitive to dimensional changes in the original timber member. Additional 
wood surfaces added to the interior surfaces of a fire compartment for 
encapsulation may also increase the fuel load (see Chapter 3). The mini- 
mum thickness for achieving encapsulation may vary slightly, depending on 


Table 6.1 Failure criteria to assess the fire protection performance of covering 


materials 
Encapsulation Encapsulation 
Fire protection system material "K" acc. to material acc. to 
Criterion асс. to EN 1995-1-2 EN 13501-2 CAN/ULC 5146 


Limitation of 
temperature 
behind the 
protective 
covering 


Exclusion of 
burned or 
charred material 


Fall-off/collapse of 
the protective 
covering 


Temperature limit for 
са (start time of 
charring) is 300°C 


Only at the surface 
(joints are considered 
separately, fasteners 
are not taken into 
account). 

Time at which the 
protective covering 
falls off is given by t; 


No exceedance of 
the initial 
temperature by 

- 250°C (average) 

- 270°C 
(maximum) 

Also in the area of 
fasteners and 
joints (assessed by 
visual observation 
after the test) 

Fall off or collapse 
(even of parts) is 
not permitted 


No exceedance of 
the initial 
temperature by 

- 250°C (average) 

- 270°C 
(maximum) 

Not explicitly 
assessed 


Not explicitly 
assessed 
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Table 6.2 Products fulfilling K classes according EN 13501-2 


Minimum thickness (mm) 


Product K,10 K,30 K,60 
Gypsum plasterboard Type F 10 18 ог2х125 2x18 
Gypsum fibreboard 

Particleboard, 600 kg/m? 12 258 E 
Plywood, 450 kg/m? 12 24 - 
OSB 600 kg/m? 10 308 - 
Solid wood panel, 450 kg/m? 13 26 52* 
Solid wood panelling and cladding, 450 kg/m? 15 27 2 x 27* 


*Tongue and groove required. Fixing devices shall fulfil certain requirements (ОЈ, 2014) 


the test standard, product type and the mounting conditions and means of 
fixing. Examples of products fulfilling a K class according to EN 13501-2 
are given in Table 6.2. 


6.4 DESIGN METHODS FOR 
SEPARATING ASSEMBLIES 


6.4.1 Methods for determining the fire 
resistance of separating assemblies 


The fire resistance of timber elements can be assessed by standard fire tests 
based on EN 13501-2, ASTM E119, CAN/ULC S101, AS 1530.4 or ISO 
834-1 or can be calculated by standard methods such as those in EN 1995- 
1-2, the National Building Code of Canada (NBCC), the International 
Building Code (IBC) or AS/NZS 1720.4. 

While for many timber elements in new assemblies, product-specific fire 
tests are still widely used for the verification of the separating function, 
empirical and analytical design models are becoming more and more com- 
mon. For instance, in the Eurocodes (prEN 1995-1-2, 2021), NBCC and 
IBC, three different levels are available for assessing the fire resistance of 
separating assemblies (see Table 6.3): 


* Tabulated design data 
* Simplified calculation methods 
* Advanced calculation methods 


Product-neutral tabulated data allow for ease of use in the design process, 
but at the same time they only consider a limited number of assemblies, usu- 
ally on the conservative side. On the other hand, simplified and advanced 
calculation methods offer a wider range of applications and optimised 
results, but they require an increased effort in the calculation process. 


Fire-separating assemblies 201 


Table 6.3 Characteristics of available design and calculation methods 


Tabulated Simplified Advanced 
design data calculation methods calculation methods 
Field of application Limited intermediate large 
Accuracy Conservative intermediate accurate 
Complexity Simple intermediate high 


6.4.2 Classification based on fire testing 


The experimental determination of fire resistance is, despite improvements 
in analytical assessment methods, still an essential tool in the assessment of 
the separating function for timber elements. Fire resistance tests are used 
especially for new products and assemblies, even if this is accompanied by 
a high cost and destruction of the test specimen. Furthermore, the experi- 
mental determination of fire resistance is beneficial for specific designs and 
optimisations in large-scale projects, for instance, to reduce the thickness 
of protective linings, which would typically be required using simplified or 
conservative design methods. 

Full-scale furnace fire tests are often used as the basis for the classifica- 
tion of individual fire-separating elements like walls and floors. Fire expo- 
sure from only one side is considered, whereby the performance criteria 
from Section 6.2 must be met. Full-scale compartment fire tests are occa- 
sionally used, more often for research than for routine testing. 

In order to verify the separating function of walls, floors, roofs or doors, 
various testing standards have been further developed in recent years, which 
allow for the assessment of timber assemblies. General basics and require- 
ments for fire tests are specified, for instance, for Europe in EN 1363-1, for 
the US in ASTM E119, for Canada in CAN/ULC S101 or for Australia and 
New Zealand in AS 1530.4. Further similar test standards exist and are 
linked to the international standard ISO 834-1. A similar time-temperature 
curve is used in all these fire tests (Chapter 3). The common approach in 
all full-scale fire test standards is that the specimen shall reflect a size and 
execution typical in construction practice, limited by the size of available 
furnaces. For separating assemblies, a fire-exposed area of at least 3 x 3m 
for walls and 3 x 4 m for floors is typically used (Figures 6.5 and 6.6), but 
greater dimensions may be required based on the applicable test standard. 
The assembly should include joints between the protective linings, realistic 
stud spacing and void cavities, as well as typical cut-outs for sockets and 
downlights, if relevant. Cut-outs and other penetrations through assemblies 
are often covered by separate fire resistance tests. 

Even if the heat transfer within an assembly can be measured in small- 
scale or intermediate-scale fire resistance tests with the standard tem- 
perature-time curve, effects such as the limited deflection, modified heat 
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Figure 6.5 Furnace fire test for separating light timber frame wall specimen (TU Munich): 
(a) inside of wall furnace (after testing); (b) integrity failure (flame-through). 


Figure 6.6 Furnace fire test for separating mass timber floor specimen: (a) unexposed 
surface of CLT floor specimen (TU Munich); (b) inside of floor furnace dur- 
ing testing (TU Munich); (c) integrity failure of plywood spline between mass 
timber floor panels (Fire TS Lab, New Zealand). 


transfer coefficients, different shrinkage of materials, limited falling off of 
linings or void cavity insulation may not be the same as in a full-scale test. 
This is why full-scale tests are usually required. 

When a wall assembly is to be designed as a “firewall”, as defined in 
certain building codes, the assembly may need to be subjected to additional 
requirements. As such, EN 1366-2 requires that firewalls be subjected to 
the impact of a predefined horizontal force applied immediately after the 
time of the desired classification period (see Section 6.2). Even if firewalls 
are typically required to be constructed from non-combustible materials, 
the performance requirement to withstand the impact of a horizontal force 
at the end of the fire exposure can also be fulfilled by light timber frame 
or mass timber assemblies when designed accordingly. The US standard 
ASTM E119 requires the use of a hose stream test at the end of the fire- 
exposure time. 
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As an outcome of standardised fire tests, test reports are issued by 
certified or accredited laboratories, describing the setup, the fire exposure, 
the loading conditions and the obtained results such as visual observations 
and failure mode. These reports are usually the basis for issuing official 
classification documents or certificates according to national requirements. 


6.4.3 Tabulated design data 


The concept of tabulated design methods or generic tabulated fire resis- 
tance ratings exists in most countries worldwide and represents local 
experience and building tradition based on full-scale tests carried out in 
accordance with recognised fire-testing standards over many years. With 
respect to separating timber assemblies, the fire resistance rating is usually 
given for standard fire exposure only considering the criteria of integrity 
(E) and insulation (I). The load-bearing function (R) is also included if 
necessary. 

Tabulated fire resistance ratings are often available for typical con- 
struction products, like solid timber, LVL, CLT, gypsum plasterboard, 
wood-based panels or insulation, etc., with no reference to individual 
manufacturers. This allows an easy application and simplified proof within 
a deemed-to-satisfy concept. The advantage of those tabulated listings is 
that they can be applied to commonly available materials, represented via 
national or international product standards in any country. 

Compared to product-specific fire resistance tests, tabulated designs usu- 
ally are very conservative, due to their liberal and simplified definition of 
materials and layers in an assembly such as the minimal thickness of indi- 
vidual layers, their dimensions, density and fixing or assembly. In addition, 
the application is often limited only to a specific load level or size of wall 
and floor assembly, unless noted otherwise in applicable building codes. 

Despite these limitations, generic tabulated data for separating timber 
assemblies are still an essential part in determining the fire resistance for 
light timber frame and mass timber assemblies, as shown, for example, in 
Tables 6.4 and 6.5. 

Several standards and guidance documents summarise the current 
national and international experience regarding generic fire-resistance-rated 
assemblies under consideration of the individual national building practices 
and test experience. Lists and tables of generic fire-resistance-rated wall, 
floor and roof assemblies can be found in tables 9.10.3.1.-A and -B of the 
NBCC, Section 721 of the IBC, in several National Annexes (NA) of EN 
1995-1-2 (NF EN 1995-1-2/NA; ONORM B 1995-1-2) or other national 
standards (Angehm et al., 2015; DIN 4102-4). Corresponding tables typi- 
cally comprise fire resistance ratings up to 120 minutes. 

Due to the rapid digitalisation and harmonisation in the field of fire 
design, tabulated design concepts are becoming available for designers and 
engineers via free online platforms, like www.dataholz.eu. 
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Table 6.5 Deemed-to-satisfy design solution for fire resistance of separating mass 
timber wall assemblies 


Panel Laminated solid 
(fire-exposed side) timber and CLT Panel (fire-unexposed side) ^ Fire resistance? 
Ist layer (mm) Depth (mm) Ist layer (mm) (minutes) 
= > 80 = 30 
- > 120 – 60 
Fire-rated gypsum panel > 50 - 30 
12.5 >110 60 
> 150 90 
Fire-rated gypsum panel > 40 = 30 
18 >90 60 
> 130 90 


*Only separating function (insulation, integrity), separate proof of load-bearing function needed 
(Chapter 7). Extract from ONORM B 1995-1-2 


Many manufacturers of specific fire-resisting products provide tabulated 
data for fire resistance of their assemblies. For example, in New Zealand, 
Winstone Wallboards (2018) provide a 100-page listing of fire resistance 
ratings for a large number of floor and wall assemblies using their propri- 
etary gypsum plasterboard products on light timber frame assemblies. 


6.4.4 Simplified calculation methods 


In timber buildings, walls and floors are mostly built up by adding differ- 
ent layers to form an assembly. For the calculation of fire resistance with 
regard to the separating function of timber assemblies, component addi- 
tive methods can be used. These methods determine the fire resistance of a 
layered construction by adding the contribution of each layer to obtain the 
fire resistance. Here, the integrity criterion is deemed to be satisfied if the 
insulation criterion is met. It needs to be noted that the individual contribu- 
tion of each layer of material is definitely not the same as the fire resistance 
of that layer of material when tested individually. 


Separating Function Method (Europe) 


The Separating Function Method (SFM) used in Europe is capable of con- 
sidering timber assemblies with an unlimited number of layers made of mass 
timber, glulam, CLT, LVL, wood-based boards, gypsum plasterboards, gyp- 
sum fibre boards, clay plaster, mineral wool, wood fibre and cellulose fibre 
cavity insulation or combinations thereof. The model was based on earlier 
research (Norén, 1994; Ostman et al., 1994), further developed by Schleifer et 
al. (2007; 2009) and extended by several research projects during recent years, 
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to improve the calculation results (Mäger et al., 2017) or to consider new 
relevant materials (Mager et al., 2019; prEN 1995-1-2, 2021; Rauch et al., 
2020; Winter et al., 2019). The method is able to consider the different heat 
transfer paths through an assembly, as shown in Figure 6.7. For light timber 
frame assemblies, the heat transfer path through the cavity insulation layer 
is prevalent and the path through the timber studs or joists can be neglected. 

According to the European SFM, the total fire resistance of a timber 
assembly is taken as the sum of the contributions from the different layers 
(claddings, void or insulated cavities, mass timber elements), as shown in 
Equation 6.1. The layers in an assembly fulfil different functions. All fire- 
exposed layers have a protective function (giving protection time), while the 
last layer on the fire-unexposed side provides an insulation function (giving 
insulation time). These functions are linked to different temperature crite- 
ria, as shown in Figure 6.8. 


і=п-1 


tins = 2: роц + tins,n [min] (6.1) 
i=1 


with 
i=n-1 
>, | Кро Sum of the protection times tyg; of the layers (in the 
i= 
direction of the heat flux) preceding the last layer of the assembly 
on the side not exposed to fire layers (according to Figure 6.9). 
Insulation time tins» of the last layer of the assembly on the side not 
exposed to fire 


ins, n ins,n 


Cavity insulation Position of services 


Timber frame member uu M 


IVoid cavity 
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Figure 6.7 Illustration of heat transfer paths through separating multiple-layered con- 
struction (Ostman et al., 2010). 
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Figure 6.8 Design approach of SFM (TU Munich). 
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Figure 6.9 Numbering and function of the different layers (Ostman et al., 2010). 


Protection and insulation times of the layers can be determined according 
to the following Equations 6.2 and 6.3, taking into account the basic values 
of each layer, the coefficients for the position of the layers in the assembly, 
the coefficients for the joint configurations and if relevant the benefit of fire- 
rated claddings, which provide additional protection. 


Corti = (toco; $ K pos,exp,i n K pos,unexp,i T Ati ) ” Ку [ті n] (6.2) 


tins,n = (tins,o,n ` K pos,expn + Да). Kin [min] (6.3) 
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with 

tvoto; Basic protection value of layer i (as shown in Figure 6.8 and 
Figure 6.9) 

бол Basic insulation value of the last layer n of the assembly on the 
side not exposed to fire 

Кер, Кроѕерп Position coefficient that takes into account the influ- 
ence of layers preceding the layer considered 

Кратер Position coefficient that takes into account the influence of 
layers backing the layer considered 

At;,At, Correction time for layers protected by fire-rated claddings 

Ка Кл Joint coefficient 


The coefficients and basic values are dependent on the material of the 
investigated layer and the influence of the preceding and backing layers. 
These coefficients were derived by extensive finite element thermal simu- 
lations based on physical models for heat transfer through separating 
multi-layered constructions (see Section 6.4.5 (Benichou et al., 2001)). The 
material properties used for the finite element thermal simulations were 
calibrated and validated by fire tests using the standard temperature-time 
curve. The comparison between test results and the design method shows 
that the improved model is able to predict the fire resistance of timber 
assemblies safely and permits verification of the separating function of a 
large number of common timber assemblies. 

All the protection and insulation times, position and joint coefficients of 
the generic materials are given in prEN 1995-1-2 ( 2021). Product-specific 
parameters are usually provided by the producers of materials. Annex G 
of prEN 1995-1-2, 2021 gives the procedure for determining the necessary 
parameters. The aforementioned methods rely on detailing rules, such as 
fixing of panels, oversizing of insulation or spacings, in order to avoid a 
premature failure such as falling off of cladding or insulation materials. 


Component Additive Method (US/Canada) 


The North American empirical method for calculating fire resistance of 
assemblies using the Component Additive Method (CAM) was developed 
in the 1960s (CWC, 1996). When using CAM, a designer can rapidly deter- 
mine the fire resistance rating of a given wall or floor assembly in a new 
construction design, without the need to perform structural calculations or 
conduct full-scale fire resistance tests. 

Appendix D-2.3 of the NBCC (2020) details the CAM for wall and 
floor assemblies up to 90 minutes of fire resistance. Following CAM, the 
fire resistance of a light timber frame assembly is taken as the sum of the 
assigned times of the membrane on the fire-exposed side, the framing mem- 
bers, and additional protective measures, such as insulation. When using 
this method, floor-framing elements such as timber joists, prefabricated 
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wood I-joists, and parallel-chord wood trusses spaced at a maximum of 
600 mm contribute 10 minutes to the fire resistance of a floor assembly. 
Timber joists are to be at least 38 x 184 mm (nominal 2” x 8”), and studs 
are to be at least 38 x 89 mm (nominal 2” x 4”). Resilient metal chan- 
nels are permitted to be installed with no effect on the rating of the floor 
assembly. Roof assemblies consisting of timber joists spaced at a maximum 
of 400 mm contribute 10 minutes, while metal-plated trusses spaced at a 
maximum of 600 mm have an assigned contribution of 5 minutes. It is 
noted that these times are not the actual fire resistance afforded by the 
structural members but their contribution to the overall fire resistance of a 
light timber frame assembly. 

The contribution of protective membranes can then be added to the con- 
tribution of the framing elements to determine the fire resistance. For exam- 
ple, the Canadian method assigns 25 minutes and 40 minutes, respectively, 
for one layer of 12.7 mm and 15.9 mm Type X gypsum board directly 
attached to timber joists or installed on resilient metal channels spaced at 
no more than 400 mm. Double layers of 12.7 mm Type X gypsum board 
provide 50 minutes and 45 minutes, when installed on resilient metal chan- 
nels spaced at no more than 400 mm and 600 mm, respectively. A time 
of 60 minutes is assigned to a double layer of 15.9 mm Type X gypsum 
board, installed on resilient metal channels spaced at no more than 600 
mm. Additional times can also be obtained when filling the cavities with 
various types of insulation. Type X boards must meet the requirements of 
ASTM C1396 or CAN/CSA-A.82.27. 

Similar provisions can be found in Section 722.6 of the IBC in the US, 
with minor differences for some contribution times. The US CAM also pro- 
vides more options for gypsum board protection than that of the Canadian 
CAM. 


6.4.5 Advanced calculation methods 


Numerical calculation methods are the most sophisticated tools to evalu- 
ate the fire resistance of separating assemblies. These methods are not a 
substitute for fire resistance testing, but they are useful for assessing the 
fire resistance of assemblies which cannot be tested, or for developing new 
products or assemblies. These advanced calculation methods eliminate the 
costs of expensive fire testing by using validated finite element (FE) com- 
puter models or other appropriate advanced procedures to determine the 
thermal and structural performance of timber assemblies exposed to fire. 
This also includes the assessment of the separating function concerning the 
insulation criterion, as shown in Figure 6.10. The input data and the results 
of numerical calculation methods must always be verified by the results of 
full-scale fire resistance tests. 

These advanced calculation models consider the fundamental physical 
nature of heat transfer to predict transient temperature distributions in 
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Figure 6.10 Visualisation of a discretised slice of a light timber frame assembly and the 
resulting temperature distribution after 75 min of standard fire exposure 
gained by numerical simulation (TU Munich). 


assemblies and structural elements by solving complex differential equa- 
tions. Such approaches may account implicitly for the complex physical 
and chemical phenomena so that a simple conductive heat transfer analy- 
sis for solid anisotropic materials can be carried out by applying adjusted 
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“effective” material properties rather than using real-measured material 
properties. Realistic heat transfer and heat loss at the boundary surface are 
usually considered by a convective and radiative fraction. 

Thermal simulations require the thermal conductivity, specific heat and 
density at elevated temperatures as input for describing the material of each 
individual layer. Validated temperature-dependent effective material prop- 
erties proposed for standard fire exposure are available in the literature or 
in standards for traditional products (Benichou et al., 2001; prEN 1995- 
1-2, 2021; Schleifer, 2009), including timber, wood-based panels, gypsum 
panels, mineral wool insulation and also bio-based insulation products, 
clay or screed (Liblik et al., 2019; Rauch et al., 2020; Winter et al., 2019). 
Such values can be obtained by complex numerical approaches using fire 
test data as validation (Mäger et al., 2016). Effective material properties 
derived for a standard fire exposure cannot be used for other types of fire 
exposure without further validation. 

The use of more realistic material properties requires the explicit con- 
sideration of highly complex phenomena within the simulation algorithms, 
such as the formation and oxidation of char and cracks, the evaporation and 
thermal transport of moisture, the constantly changing geometry for timber 
assemblies, including a falling off of panels, when applicable, and thermally 
induced deformations (Chen et al., 2020; Pečenko et al., 2014; Richter, 
2019; Su et al., 2014; Werther and Matthäus, 2020). The complexity of 
these problems leads to an increased input effort, coupled simulations and 
longer calculation time. Regarding the assessment of the separating func- 
tion, typically a two-dimensional model is appropriate to show the thermal 
influence of the individual components. In general, for the heat transfer in 
light timber frame assemblies, the cavity area governs the design due to a 
more rapid temperature formation compared to the charring of the framing 
members, as shown in Figure 6.10. For certain boundary conditions, this 
allows the application of a simple one-dimensional model for the assessment 
of the heat transfer conditions, as used for plane mass timber elements. 

Even if several commercial software packages are available, the use of such 
software tools requires sufficient knowledge of the material and structural 
response under fire exposure, sufficient experience of the user to assess the 
results of the simulation, an understanding of the boundary conditions for 
heat transfer and structural calculations and especially, well-validated ther- 
mal and physical properties of materials used in timber assemblies (Werther et 
al., 2012) hence the need for verification with full-scale fire resistance testing. 

Advanced calculation methods can also be used to calculate the tempera- 
ture field around steel bolts or connector plates, which pass through timber 
wall or floor panels, especially if such details are likely to compromise the 
separating function of the panels (see Chapter 8). 
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6.5 DESIGN OF ASSEMBLIES FOR 
COMPARTMENTATION 


6.5.1 Light timber frame walls and floors 


Even if light timber frame walls and floors have been used for decades, they 
are subject to constant product improvement and can show excellent fire 
performance. A fire resistance of 30, 60, 90 or 120 minutes can be achieved 
by typical light timber frame assemblies. 

The fire resistance of light timber frame wall and floor assemblies is 
assigned to the complete assembly or structure but characterised by the per- 
formance of the individual layers and components, like protective linings, 
framing members and cavity insulation and their arrangement in the assem- 
bly (AWC, 2018; Benichou et al., 2001; Just and Schmid, 2018; Ostman et 
al., 1994). 

For fire-separating assemblies, the contribution of the lining and cavity 
insulation to the fire resistance is of high importance. Cavity insulation 
may also increase the thermal exposure of the exposed lining but prevent 
heat radiation from reaching the back face. They may thus promote early 
fall off of the exposed lining. These products can protect the framing mem- 
bers from charring and prevent premature fire spread into the structure and 
along with the early heating up of the layers behind. 


Insulation and lining materials 


Typically, the fire-exposed linings and high-temperature-performance cav- 
ity insulation materials provide the most significant contribution to the 
fire resistance of separating assemblies. Wallpapers or air-tightening mem- 
branes are typically not considered explicitly, as such layers or further lin- 
ings will not decrease the fire resistance, regardless how many layers are 
added and where they are located. This does not apply to thin metal-sheet 
lining materials used as the external cladding or within firewalls, especially 
if they can expand under thermal exposure. Furthermore, it can be noted 
that one thick layer of a lining material contributes more than several layers 
of the same material with the same total thickness, since individual thinner 
layers show an earlier falling off time (AWC, 2018; prEN 1995-1-2, 2021). 


Void spaces 


Void spaces or cavities in light timber frame assemblies can positively con- 
tribute to the separating function but are considered as the potential fire 
spread paths or areas for cavity fires and should be avoided as much as 
possible, especially in multi-storey timber buildings. Adding high-temper- 
ature-performance insulation in the cavities will generally increase the fire 
performance and the acoustic performance. At the same time, additional 
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measures are needed to ensure the integrity of joints and junctions or at 
penetrations of service installations. Appropriate detailing measures are 
presented in Chapter 9. 


Mechanical impact 


Even if firewalls are often required to be from non-combustible materi- 
als, light timber frame walls can also withstand the additional mechanical 
impact, when designed adequately (see Section 6.2). Usually, the stud spac- 
ing is reduced and the thickness of lining increased to resist the mechanical 
impact without prejudicing the R, E or I criteria (P-3500/1115/07-MPA BS, 
2017). 


Linings 


For a light timber frame wall or floor, the most important layer is the lining 
on the fire-exposed surface. Even if the thickness of the cavity insulation 
exceeds the thickness of the linings by several times, the performance of 
the fire-exposed lining is the most important and will provide the largest 
contribution to the entire fire resistance. This is shown in Figure 6.11 for a 
light timber frame wall with one layer of lining on each side and insulation 
in the cavity. 

Figure 6.11a shows the temperature-failure criterion in the Separation 
Function Method (Section 6.4.4.1), with the contribution of each layer 
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Figure 6.11 Contribution of layers to the fire resistance of the timber frame assembly. 
Thermocouples TI to T5 show temperatures at the indicated positions dur- 
ing a standard fire (TU Munich): (a) setup of timber frame wall assembly 
and contribution of layers to fire resistance; (b) temperature profiles in the 
assembly exposed to the standard fire curve. 
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shown separately. The 15 mm thick fire-rated gypsum plasterboard on the 
fire side provides a protection time of 24 minutes. The insulation provides 
a protection time of 23 minutes, and the last gypsum layer only contributes 
13 minutes to the total fire resistance of 60 minutes, before reaching an 
insulation failure. Temperatures in the fire test are shown in Figure 6.11b. 

Beside gypsum plasterboards, gypsum fibreboards and wood-based pan- 
els, also clay boards, cementitious boards or plastered ETICS (External 
Thermal Insulation Composite System), are commonly used as lining mate- 
rials for timber frame assemblies. 


Gypsum plasterboards 


Gypsum plasterboards offer the most efficient and economic protection 
capacity in terms of panel thickness. This distinct protection capacity when 
exposed to fire results from a multiple-step dehydration reaction (calcina- 
tion) in which calcium-sulphate-dihydrate (CaSO, · 2H,O) is converted to 
calcium-sulphate-hemihydrate (CaSO, - 0,5Н,О) and further to Anhydrite 
(CaSO,) under the release of water when heated. 

Significant energy is required to evaporate the free water (2 to 3% by 
mass) and make the chemical changes to release the water of crystallisa- 
tion (21% by mass) within the gypsum panels (Benichou et al., 2001). The 
most distinct result of this process is a temperature plateau of 100°C at 
the unexposed surface of the lining for a certain period of time, as shown 
in Figure 6.11. The length of the plateau depends on the panel thickness, 
panel density and backing material. Fire-rated gypsum boards contain 
glass or cellulose fibres and other additives to improve the temperature 
stability and reduce the shrinkage during the dehydration process. Such 
panels, also panels of calcium silicate, magnesium oxide, and cementitious 
or clay panels can delay falling off and protect the layers behind from 
direct fire exposure. 

For all lining panels, good fixings are essential to avoid premature fall 
off before the panels thermally degrade or char through. In this context, 
horizontal ceiling linings are more prone to falling off than vertical wall 
linings. Panels should be fixed to the framing structure, to battens or to 
resilient channels with metal fasteners like staples, screws or nails, as pre- 
scribed by the material supplier. A panel-to-panel fixing is only recom- 
mended for product-specific setups, tested in full scale. Fixing with screws 
usually allows for a wider spacing of the fasteners, due to the larger size 
of the screw head compared to nails or staples. The penetration length 
of fasteners into the unburned timber is recommended to be at least 10 
mm, preferably 20 mm. Minimum requirements regarding the type of fas- 
tener, edge distances, spacing, penetration length of fasteners or spacing 
of the substructure are given in several guidance documents or standards 
(prEN 1995-1-2, 2021) or within product literature when using propri- 
etary systems. 
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Cavity insulation 


Cavity insulation is an essential part of light timber frame assemblies and 
can provide a significant contribution to the thermal, acoustic and fire per- 
formance. Batts or loose-fill insulation, both made from mineral- or bio- 
based materials, like stone wool, glass wool, wood fibre or cellulose fibre 
insulation can be used. Flexible batts generally have a better performance 
than loose-fill insulation of the same type because of the higher inner cohe- 
sion and the sidewise clamping effect. Especially in horizontal floor assem- 
blies, the contribution of the insulation to the fire resistance is low if the 
insulating batts fall out. This underlines the importance of high-quality fire 
protective lining and installation details. 

Besides the insulating effect of the cavity insulation, the insulation itself 
can lead to a more rapid heating up of preceding layers compared to a void 
cavity. The accumulation of heat on the backside of the exposed linings 
will contribute to earlier dehydration of gypsum linings, possible falling off 
or faster charring of wood-based panels. Insulation materials that retain 
integrity when exposed to fire without melting or shrinkage, like stone 
wool or high-temperature-performance mineral wool can provide signifi- 
cant contributions to the load-bearing and separating functions of timber 
frame assemblies. Such materials can be identified by specific tests and are 
grouped to protection level 1 (PL1) (prEN 1995-1-2, 2021; Tiso, 2018). 

Some insulation materials only have a limited effect on fire performance, 
especially those that melt (typical for glass wool starting from temperatures 
around 600?C), that shrink (like plastics or some bio-based insulation) or 
that can fall off (loose insulation products). These materials are usually 
grouped into protection level 2 (PL2) (prEN 1995-1-2, 2021). The perfor- 
mance of bio-based insulation products, like wood fibre or cellulose fibre 
insulation, was extensively investigated by Winter et al. (2019), showing 
that such products can improve the fire resistance of timber frame assem- 
blies, when correctly installed. The contribution of the cavity insulation 
to fire resistance can be assessed according to the design methods given in 
Section 6.4. 

Premature falling off of insulation batts must be prevented by using a lin- 
ing, which provides sufficiently long falling off time, by adequate fixing like 
timber battens, resilient channels or gluing, or by tight fitting of oversize 
batts for walls using single-layer insulation. (prEN 1995-1-2, 2021; Sultan 
and Lougheed, 1997) 


Framing members 


To achieve sufficient load-bearing capacity of wall and floor assemblies, 
it is necessary to limit the charring and temperature effect on the framing 
members (the studs and joists) with good protective linings and fire-resis- 
tant cavity insulation. The edge of the framing in contact with the exposed 
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lining suffers the highest thermal exposure and charring. The lateral sides 
have less charring, especially when protected by insulation. Protection by 
tight-fitting fire-resistant insulation may be needed to prevent the collapse 
of slender cross sections, prefabricated wood I-joists, or light trusses after 
the fire-exposed lining falls off. Design methods for the load-bearing func- 
tion are given in Chapter 7. 


6.5.2 Mass timber wall and floor panels 


The wide use of mass timber panels as wall, floor or roof elements in multi- 
storey construction has recently become very popular, as shown in Chapter 
1. Mass timber panels used as visible or lined structural assemblies have 
excellent fire resistance, but they provide additional fuel to the fire compart- 
ment if they are exposed to the fire. In comparison with light timber frame 
assemblies, mass timber panels usually have no voids or cavities and they 
show a uniform one-dimensional rate of charring. Mass timber elements 
can also maintain load-bearing and separating functions under impact 
loading (P-SAC02/IH-635, 2019). 

The fire performance of mass timber elements may be influenced by 
product-specific characteristics, like the layup and the dimensions of the 
elements or lamellas, their orientation, the existence of joints and the ther- 
mal performance of the gluelines. The charring rate of a solid wood slab 
exposed to the standard fire curve from one side is approximately 0.65—0.7 
mm/min. However, for certain CLT elements without fire-resistant adhe- 
sive, charred lamellas have been observed to fall off the bottom of floor 
slabs, resulting in an increased rate of charring (Dagenais, 2016; Frangi et 
al., 2008; Frangi et al., 2009). For CLT wall elements, this behaviour has 
less impact (Dagenais, 2016; Frangi et al., 2009; Klippel et al., 2014). The 
influence of the glueline integrity in fire is considered via different charring 
models in standards or technical approvals, using a linear or stepped char- 
ring model considering the increased charring after the falling off of the 
protective layer, as shown in Chapter 7. 

Typically, the fire resistance of mass timber assemblies is governed by their 
load-bearing capacity, since the good insulating behaviour of the remain- 
ing cross-section limits failure of the separating function. Mass timber ele- 
ments should be tightly sealed or backed on the unexposed side to avoid 
convective flows through the element (Dagenais et al., 2019; Frangi, 2001). 
Glued mass timber elements typically show a better tightness to prevent the 
spread of fire and smoke than nailed elements, especially when there is no 
backing layer. CLT panels with edge bonded lamellas can provide excellent 
smoke tightness even without further lining, although many manufacturers 
of CLT do not glue the edges. 

Design methods to assess the separating function are given in Section 6.4. 
Provided that there is no risk of charred layers falling off, the separating 
function of mass timber elements should be calculated according to Section 
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6.4.4.1 as one solid layer. The separating function of mass timber elements 
with the risk of glueline failure should be calculated, summarising the pro- 
tection times of each lamella (see Section 6.4.4.1). Figure 6.12 compares a 
CLT panel with a glulam panel, both protected with one layer of gypsum 
plasterboard. For the CLT panel (Figure 6.12a), there is a risk of a charred 
layer falling off after the wood begins to char, if the glueline parallel to the 
surface is not fire-resistant. There is no similar risk for the glulam panel in 
Figure 6.12b. 

As a simplification, the next generation of Eurocode 5 (prEN 1995-1-2, 
2021) assumes that the insulation time of a mass timber assembly is 10 
minutes less than the time that the charring reaches the non-fire-exposed 
side of the assembly (burning through). In Australia and New Zealand, AS/ 
NZS 1720.4 allows that where gaps have no effect, the separating function 
of mass timber panels can be assessed by calculating that 30 mm of residual 
wood remains in place after charring (30 mm: 23 mm of unaffected wood 
plus a 7 mm heat-affected layer). 

Fire-exposed linings on mass timber elements typically show a higher 
contribution to fire protection than the same linings on light timber frame 
assemblies, due to the lower heat accumulation at the unexposed side of the 
lining. For gypsum plasterboard linings, typically, a 20% longer falling off 
time can be observed compared with the same linings on an insulated light 
timber frame wall (Kraudok et al., 2018; prEN 1995-1-2, 2021). 

Regarding the overall fire performance of mass timber assemblies, in- 
plane joints between the elements must be considered in the design to 
prevent early failure of the separating function. Regarding the separating 
function of mass timber elements with a thickness of at least 75 mm and 
a joint width of < 2 mm between neighbouring elements, only 70% of the 
full-protection capacity should be considered when the joints have no back- 
ing layer (prEN 1995-1-2, 2021). The effects of shrinkage and swelling must 
be taken into account, and measures must be designed for the maximum 
expected joint width. For example, glulam panels (Figure 6.12b) will tend 
to shrink more than CLT panels (Figure 6.12a) as they dry out, so the joints 
between panels will open up more. Design principles and details based 
on test experience for structural in-plane step joints, exterior splines, and 
tongue and groove joints are presented in several guidelines (Angehm et al., 


gers SST SST SETS 


Layer3 : Layer 2 
Layer2 SST SSS SSS | 
[ауег 1 : ; Layer 1 


CE $ KON $ 


Figure 6.12 Layers considered when calculating separating function of mass timber ele- 
ments: (a) with the risk of fall off of a charred layer due to glueline failure; (b) 
without risk of fall-off due to glueline failure (TU Munich). 
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2015; Dagenais et al., 2019; ONORM B 1995-1-2:2011-09; Werther et al., 
2020). An overview of detailing for such joints is also given in Chapter 9. 


6.5.3 Hollow core timber elements 


Hollow core timber elements used as shear walls and floor slabs are prefab- 
ricated from sawn timber, glued wood panels, CLT, or laminated veneer 
lumber. The top and bottom layers are glued to the webs, and void cavities 
are filled with insulation, gravel or left empty for service installations. Care 
must be taken with all mass timber assemblies which have internal cavities. 

Numerous fire tests have shown that such elements can provide a fire 
resistance of up to 90 minutes, depending on the design (P-SACO2/III-857, 
2017; ETA 17/0941, 2018; Frangi and Fontana, 1999; O'Neill, 2013). Design 
methods for the separating function are given in Section 6.4. Methods to 
calculate the load-bearing function are given by Ostman et al. (2010) and 
Chapter 7. Due to aesthetic requirements, the bottom skins of floors are 
often visible, without a protective lining. 

Depending on the required fire resistance, the thickness of the bottom 
layer should be checked to ensure that the whole assembly has sufficient fire 
resistance after one-dimensional charring, as shown in Figure 6.13. Even 
if the bottom layer becomes non-effective due to charring, the uncharred 
webs may have sufficient strength for the hollow core floor to carry the fire- 
reduced loads as a T-beam. 

In the case of perforated outer layers to improve the acoustic performance 
of these elements, they can be backed with absorbing insulation or wood 
fibre boards (Frangi and Fontana, 2004). Joints between the individual ele- 
ments must be designed with sufficient fire resistance. Multiple tongue and 
groove joints can be used in conjunction with insulation between two adja- 
cent webs, as shown in Figure 6.13. 


Compressed insulation 


REI 30 $ REI 90 REI 30 $ REI 90 


Figure 6.13 Design of outer layer and jointing details of hollow core elements. (TU 
Munich). 
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When installing service installations, penetrations and cut-outs have 
to be designed to exclude any fire spread within or between the elements. 
Some solutions include intumescent socket casings, gypsum boxes, or back- 
ing with non-combustible insulation to compensate for the cut-outs in the 
outer skin. 


6.5.4 Timber T-beam floors 


Compared to light timber frame or hollow core timber constructions, the 
load-bearing and separating elements of timber T-beams floors are exposed 
right from the start of the fire (O'Neill, 2013). This type of construction can 
be particularly challenging in terms of fire protection and sound insulation 
due to its slim and single-layer design. It is essential to ensure the insulation 
and integrity functions of the top flange of the T-beam. Chapter 7 provides 
verification methods for load-bearing capacity. 

Usually, for a fire resistance of 30 minutes according to tabulated design, 
the top flange must have at least 50 mm of solid wood, increasing to 70 mm 
for 60 minutes of fire resistance (Angehm et al., 2015; DIN 4102-4) or 90 
mm for 90 minutes of fire resistance. 

The detailing of the joints in the top flange decking is particularly impor- 
tant, as convective flow of hot gases through the decking must be prevented. 
Multiple tongue and groove joints are often used for this purpose. All char- 
ring within the last tongue in the joint should be excluded by the joint 
design. An alternative is an additional layer above the load-bearing deck- 
ing, as shown in Figure 6.14b. Design solutions for the consideration of fire 
exposure from above are described in Section 6.5.7. 


max Achar 


<5mm 


Figure 6.14 Design of outer layer and jointing details of hollow core elements. (TU 
Munich); (a) Double tongue and groove joint; (b) Single tongue and groove 
joint and additional covering. 
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6.5.5 Gaps for construction tolerances and shrinkage 


The details in Figure 6.14 show a gap of up to 5 mm between the flanges 
of adjacent T-beam flooring units. Such gaps are often needed to allow for 
construction tolerances and for shrinkage movement as the timber floors 
dry out. It is essential to prevent an integrity failure occurring through such 
gaps. Integrity can be provided by a number of tongue and groove joints 
such as shown in Figure 6.14a or by providing a topping such as shown in 
Figure 6.14b. Larger gaps can be used if intumescent foam or compressed 
fire-resistant insulation is provided between the flooring units, supported 
by full-scale fire resistance testing wherever possible. More information is 
provided in Chapter 9. 


6.5.6 Hybrid Timber-Concrete- Composite floors 


Timber- Concrete- Composite (TCC) floors consist of a hybrid assembly of 
a concrete slab and timber elements, which are connected to each other 
with strong shear connections to provide composite structural action. 
Many TCC floors have excellent fire resistance. 

In addition to the load-bearing capacity of TCC elements in the case 
of fire, which is usually characterised by the charring of the timber mem- 
bers and the potential heating up of the shear connectors (Frangi, 2001; 
Hozjan et al., 2017; Klingsch et al., 2015; Osborne, 2015; Ranger et al., 
2016, O'Neill, 2013), the separating effect of the individual components 
and their joint configuration is essential for the fire compartmentation of 
TCC elements. 

The top layer of the concrete usually provides sufficient protection regard- 
ing the separating function. A verification can be made using tabulated data 
of EN 1992-1-2 (2004) for up to 240 minutes of fire resistance. Here a 
floor-plate thickness of 60 mm, 80 mm and 100 mm is required for a sepa- 
rating function of 30, 60 and 90 minutes, respectively. For TCC floors with 
plane mass timber elements, a further reduction of the plate thickness and 
concrete covering becomes possible, due to the protective capacity of the 
timber. Furthermore, the top concrete layer provides joint covering, thereby 
avoiding convective flows and charring at joints (Frangi, 2001). 


6.5.7 Protection of floors to prevent fire 
spreading downwards from a fire above 


In addition to the fire resistance of floors exposed to fire from below, some 
countries also require a demonstration of fire resistance for fire exposure 
from the top side. 

Although the fire severity to the top surface of a floor can be regarded as 
less severe compared to the fire exposure from the bottom, the standard fire 
curve is usually used when designing the fire resistance from a fire above. 


Fire-separating assemblies 221 


This was demonstrated in a furnace test by FPInnovations (Ranger et al., 
2020), where it was intended to verify whether a non-combustible encap- 
sulation material used to protect a ceiling would perform similarly if used 
as protection on the top surface of a floor. The temperatures at the two 
surfaces (ceiling and floor) were very close, as were the heat fluxes. The 
installation of an assembly on the floor of the furnace worked well and sug- 
gests that the method would work well for encapsulating floors from above, 
without the risk or potential of falling off due to gravity when installed as 
ceiling protection. 

Many multi-storey timber buildings have concrete screed toppings to 
improve acoustic performance. Even if such layers are commonly neglected 
when designing for fire resistance, the positive influence on the separating 
function may be extensive. These layers can act as an encapsulation for 
the floor when exposed from the top side. Tabulated data for fire resis- 
tance from below can also be used for fire exposure from above (Angehm 
et al., 2015; DIN 4102-4:2016-05) and the SFM can be used to assess the 
protection capacity of these layers (see Section 6.4.4). Dimensions and cor- 
responding protection times for screed floor coverings are summarised in 
Table 6.6. In order to ensure a uniform protective capacity of the floor 
coverings, the joint to adjacent walls should be filled with non-combustible 
mineral wool, as shown in Figure 6.15. 


6.5.8 Openings and penetrations in 
separating assemblies 


The overall fire design of separating timber assemblies must consider the 
separating elements themselves, the joints in and between assemblies, and 
all penetrations for building services, in order to prevent spread of fire and 
smoke to other compartments or within the assembly. 

Guidance for fire-safe detailing of joints and penetrations or openings for 
service installations is given in Chapter 9. The general concept is that joints 
in and between assemblies shall be designed to be tight, sealed and continu- 
ous to prevent any spread of fire or smoke. 


Table 6.6 Minimum thickness of concrete screed to protect timber floors from 
charring for 30, 60 or 90 minutes fire exposure from above 


Minimal thickness of screed 
[mm] for a protection time of 


Type of fire protection system 30 min. 60min. 90 тіп. 
Concrete screed alone 35 60 80 
Concrete screed above 15 mm impact sound insulation* 25 45 60 
Concrete screed above 30 mm impact sound insulation* 20 30 45 


* Impact sound insulation — density p > 100 kg/m? 
Rauch et al., 2020 
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Figure 6.15 Non-combustible edge insulation. 
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SCOPE OF CHAPTER 


This chapter gives guidance for design of load-bearing timber members 
exposed to a standard fire. An overview of the principles needed to predict 
the effect of charring and heating is presented. Simplified design models 
around the world are described, including design models from the second 
generation of Eurocode 5 (the European Charring Model and the Effective 
Cross-section Method). Calculation examples of timber members are also 
presented. 


7.1 GENERAL 


The design objective in the event of a fire is determined by regulatory 
requirements and the fire safety strategy for the building. Most fire safety 
strategies are for load-bearing timber structures to resist the design loads for 
a specified fire exposure time. In this chapter, only the standard fire expo- 
sure is considered, according to ISO 834-1 for example. More information 
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on realistic design fires, commonly referred to as parametric fires or natural 
fires, is presented in Chapter 3. 

Design of timber members in a standard fire situation requires an assess- 
ment of the reduction of cross-section caused by charring and the effect 
of heat on strength and stiffness of the residual cross-section. Charring 
may be influenced by protective claddings and cavity insulation. For engi- 
neered timber members, the glueline integrity in fire can also affect the 
charring scenario and load-bearing capacity. Any charring of structural or 
non-structural timber members will add to the fuel load in the fire compart- 
ment, which is discussed further in Chapter 3. 

Unlike steel and concrete, thermal expansion of timber does not need to 
be taken into account because it is negligible. Timber members can be ana- 
lysed individually without considering possible thermal actions from other 
timber members. 

Special aspects for fire design of linear members (beams and columns), 
plate members (mass timber slabs and walls) and light timber frame assem- 
blies are discussed in this chapter. 

Fire resistance of structures can be assessed by fire testing or by cal- 
culations. Calculation methods should normally give conservative results 
compared to fire testing. The design parameters for timber and ргогес- 
tive materials are needed for calculation methods. If these parameters are 
unavailable or unknown, fire testing will be the only option for verifying 
the fire resistance. Assessment by fire testing is described in Section 7.3 and 
assessment by calculation methods in Section 7.4. 

Applicable fire exposures are stated in national building codes. For exam- 
ple, in Canada, exterior walls are to be exposed on the interior side, interior 
walls on either side and floors are only exposed to fire on the underside. In 
Europe, Australia and New Zealand, walls delimiting a fire compartment 
are to be designed for fire exposure from one side, walls located within a 
fire compartment are to be designed for fire exposure from two sides, floors 
and roofs are usually to be designed for fire exposure from underneath. In 
some countries, there are requirements to design floors for fire exposure 
from above (e.g. attics), see Section 6.5.7. In the UK and other countries, 
there may be building types and storey heights where the stability of the 
structure is to be maintained in the event of a fire that is not controlled 
by firefighters, resulting in design of the load-bearing timber structure to 
maintain its load-bearing function throughout the fire decay until burnout. 
This requires a performance-based design which is beyond the scope of this 
chapter. See Chapter 3. 


7.2 ESTIMATION OF STRUCTURAL LOADS 


There are different rules around the globe for applying the loads on timber 
members for design in fire situations. 
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The European approach is to apply the accidental load combination in 
the fire situation according to EN 1990. This load combination consists of 
permanent loads without extra safety factors, and live loads with reduction 
factors. Design live loads for the fire design are usually taken as 20-80% of 
characteristic load values. The reduction factors are nationally determined 
parameters for each country and are dependent on the load type (snow 
load, wind load, imposed load). For ambient design, the characteristic loads 
are normally increased by a safety factor to get the design loads. For per- 
manent loads, the factor is 1.2 to 1.35 and for live loads the factor is nor- 
mally 1.5. That can make the difference in design loads 1.5-5 times when 
comparing ambient and fire designs. Furthermore, in most of the European 
countries, both the wind load and snow load are not applied at the same 
time in a fire situation. 

A similar approach as Europe is taken in Australia and New Zealand. 
The load combination for fire design does not include snow loads. The com- 
bination factor for imposed loads is 0.6 for permanent live loads and 0.4 for 
all other live loads. Most countries do not require consideration of lateral 
loads from wind or earthquake during or after a fire, but the New Zealand 
Building Code (2021) requires that some buildings or parts of buildings 
be designed to resist a lateral wind load of 0.5 kN/m? during or after fire 
exposure, in order to provide protection to firefighters inside or outside the 
building. 

In the United States, the model code is the International Building Code 
(IBC, 2018). For timber engineering, Allowable Stress Design (ASD) is the 
primary means of structural assessment. Other structural materials, such 
as steel and concrete, use Load and Resistance Factor Design (LRFD). The 
National Design Specification for Wood Construction (NDS) (AWC, 2018) 
allows both ASD and LRFD to be used by designers and also provides con- 
version factors to allow engineers to swap between methods. 

Under the ASD method, timber strength factors are increased for a fire 
exposure load case. For the LRFD method, the IBC references ASCE/SEI 
7-16 *Minimum Design Loads and Associated Criteria for Buildings and 
Other Structures," which provides the minimum design loads for building 
structures. Section 2.5 *Load combinations for extraordinary events" pro- 
vides a load combination for use in the fire case, with factors for reduced 
dead load (0.9) and live load (0.5). There is also a load case for checking the 
residual capacity of the structure. 

In Canada, the load combinations to be used for fire design of timber 
structures depend on the chosen methodology. When using the traditional 
methodology found in Appendix D of the National Building Code of Canada 
(NBCC) (NRC, 2020), for glue-laminated timber beams and columns, the 
full factored load combination should be used to determine the load ratio 
applied to the timber element, e.g. 1.25 dead load+1.5 live load. When 
using the new fire design methodology of CSA O86:19 applicable to vari- 
ous timber products, the full specified load is to be used, e.g. 1.0 dead « 1.0 
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live. According to the NBCC Structural Commentary, seismic and fire are 
considered rare events and the principal load factors can therefore be taken 
as unity. Lastly, when conducting a performance-based fire design using a 
time-temperature design fire other than that of standard fire, a reduced load 
combination for rare events can be used. In that specific scenario, a reduc- 
tion of the live or snow load is allowed. As an example, the load combination 
for a residential building would be 1.0 dead+(0.5 live or 0.25 snow). 

In some other countries, for example Japan, no reduction is allowed in 
the imposed loads for fire design. 


7.3 ASSESSMENT OF FIRE RESISTANCE BY TESTING 


Fire resistance of structures can be assessed based on fire tests. Fire tests 
can be performed at different scales. 

Small-scale fire tests are used for research and development. It is an easy 
and relatively cheap way of determining some material properties for fire 
design. For example, cone calorimeter tests according to ISO 5660 can be 
used for indications of start times of charring behind fire protection mate- 
rials for up to 30 or 40 minutes. There are also small-scale test methods 
to investigate the glueline integrity at elevated temperatures. In the United 
States, ASTM E1354, which is similar to ISO 5660, can be used to assess 
the combustion properties of materials. In Canada, there are currently no 
standardised small-scale test methods; however, ISO 5660 is commonly 
used. 

Medium-scale fire test (also known as model-scale test or pilot-scale test) 
in furnaces should provide a fire-exposed area of at least 1 x 1 m?, e.g. ISO 
834-12. That scale allows assessment of the start time of charring accord- 
ing to EN 13381-7 and charring rates according to prEN 1995-1-2 (2021). 

Medium-scale test furnace cannot generally be used to assess fall-off 
times of fire protection materials nor to determine the fire resistance of 
structural members. 

Full-scale fire testing is usually performed in a furnace with minimum 
dimensions of 3 x 3 m? for walls and 3 x 4 m? for floors, depending on the 
applicable standard. In most jurisdictions, fire resistance (load-bearing and 
separating function) of structures, and the fall-off time of fire protection 
systems, must be assessed in full-scale furnaces. 

In the United States, the ASTM E119 test is used and the minimum floor 
or wall area is required to be 9.3 m?. 

In Canada, CAN/ULC S101 is used, and requires that the minimum wall 
and partition area be at least 9.3 m?, with neither dimension less than 2.75 
m. Floor area is required to be at least 16.8 m?, with neither dimension less 
than 3.66 m. 

Fire tests can be loaded or unloaded. Unloaded tests are suitable to 
verify charring scenarios or the separating function ability of the wall or 
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floor assembly. Load-bearing capacity can then be calculated based on the 
remaining cross-section of the member and conservative design methods. 
Loaded full-scale fire tests must be used for verification of load-bearing 
capacity directly. The loads that are used for assessment of the loaded fire 
resistance are applied as a constant load throughout the whole assessed fire 
duration. Testing standards in some countries require that the tested speci- 
men be subjected to a hose stream test or other mechanical assessments at 
the completion of the fire test. Some other countries, e.g. Japan, require 
that test specimens remain loaded for some time after the end of the fire 
exposure (see Chapter 4). 

European standards for full-scale verification testing are shown in 
Table 7.1. General requirements for fire-resistance tests are given in EN 
1363. 

In the United States and Canada, ASTM E119 and CAN/ULC S101, 
respectively, are used for walls, floors, beams and columns both loaded and 
unloaded. In Australia and New Zealand, the test standard AS 1530.4 is 
used. 

Extrapolation from test results is often required because of the limited 
size of testing furnaces and the high cost of full-scale fire-resistance tests. 
In some countries, recognised experts are permitted to make extrapolations 
based on their expert opinion, but some other countries only allow such 
statements to be made by the laboratory which carried out the original fire 
test. In either case, extrapolations require good evidence and a clear under- 
standing to ensure the extrapolation is reliable. For example, real strength 
of members in the loaded tests or support conditions and real buckling 
length of wall studs in the loaded wall tests shall be taken into account 
when extrapolating the results. 

There are slight differences between fire-resistance test standards in dif- 
ferent regions (Buchanan and Abu, 2017). As an example, North American 
standards ASTM E119 and CAN/ULC 5101 require a hose stream test to 
be conducted on a replicate specimen exposed to fire for a period equal to 
one-half of that intended as the fire-resistance period, but not more than 
1 hour. After fire exposure, the replicate specimen is to be immediately 


Table 7.1 Standards for full-scale fire-resistance tests in Europe 


Standard Loaded fire test Unloaded fire test 
Walls EN 1365-1 EN 1364-1 
Floors EN 1365-2 EN 1364-2 
Beams EN 1365-3 

Columns EN 1365-4 

Balconies, walkways EN 1365-5 

Stairs EN 1365-6 


Protection applied to timber members EN 13381-7 
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subjected to the impact, erosion and cooling effects of a hose stream. The 
intent is to evaluate the residual robustness of an assembly after a given fire 
exposure. Moreover, North American standards typically require the ele- 
ments and assemblies to be loaded to their maximum capacity so that the 
results can be applicable to any other structural design load ratios. Proper 
caution is needed when test results from a given test method are to be used 
for acceptance under another test method. 

In the UK, fire-resistance testing can be carried out under British Standards 
BS 476-20. The UK accepts fire-resistance tests using the European 
Standards, although in the regulations this is linked to EN 13501-2. The 
British Standard BS 476 adopts the ISO 834 Standard fire curve but has a 
different approach to recording temperatures which may give increased fire- 
resistance ratings for some product assemblies, e.g. combination of struc- 
tural timber and linings and insulation, compared to an EN standard test. 
The UK is undergoing rapid change in the approval and acceptance pro- 
cess for assemblies that have been fire-tested, so readers should check with 
recent updates in the UK before using fire-resistance test results. 


7.4 ASSESSMENT OF FIRE RESISTANCE 
BY CALCULATION 


Fire resistance of structures can be assessed based on calculations using the 
design models described below for exposure to the standard fire exposure. 
There is a safety philosophy that the fire resistance of a member or 
assembly found by calculations should not be more than the fire resistance 
obtained in a full-scale test. 
Fire design of timber members should take into account two phenomena: 


e Reduction of cross-section by charring 
* Reduction of strength or stiffness due to the elevated temperatures 
behind the char layer 


Calculations for reduction by charring are considered slightly differently in 
different regions. The reduction of strength and stiffness behind the char 
layer can be considered by further reduction of the charred cross-section. 
The remaining cross-section is considered to have initial strength properties. 

Another option is to reduce the average strength and stiffness properties 
for the whole charred cross-section. This approach (“reduced properties 
method") is not included in this chapter, since the method is not developed 
in recent decades and might give unconservative results. 

The boundary conditions of a structural system may change during fire 
exposure, e.g. where a structural member is braced at ambient temperature 
and the bracing fails in the fire situation, the member must be regarded 
as unbraced in the structural fire design. Elements that are used for the 
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stabilisation of the building, e.g. wood-based panels or gypsum plaster- 
board in wall or floor diaphragms, often lose their racking resistance in 
a fire situation unless they are protected from the fire. This effect on the 
global structural system must therefore be taken into account. In redundant 
structural systems, it may be advantageous to allow for premature failure 
if an alternative load path is possible. See also Chapter 12 on Robustness. 


7.5 CHARRING OF TIMBER AND 
WOOD-BASED PANELS 


7.5.1 Charring of unprotected timber 


It is well established that timber and wood-based products tend to char at a 
relatively uniform rate when exposed to a standard fire. Many national and 
international codes give the charring rates for different wood species and 
timber products. Charring rates are well-known properties of wood species 
or wood-based products. Charring rates for standard fire exposure in the 
Eurocode 5 (prEN 1995-1-2, 2021) are shown in Table 7.2. Charring rates 
in parametric fires are covered in Chapter 11 of this guideline and in Annex 
A of prEN 1995-1-2 (2021). 

The formation of a char layer will provide effective protection against 
heat flux, especially for large cross-sections behaving as thermally thick 
solids. 


Table 7.2 Basic charring rates f) ; in Eurocode 5 


Minimum 
characteristic density Bo 
Material, product (kg/m?) (mm/minute) 
Solid timber, glulam and CLT 
members 

Pine, spruce 290 0.65 
LVL members made of softwood 

Pine, spruce 480 0.65 
Timber members made of hardwood 

Beech 290 0.70 

Ash 0.60 

Oak 0.50 
Wood-based panels 

Solid wood panelling and cladding 290 0.65 

LVL panel 480 0.65 

Particleboard, fibreboard 500 0.65 

OSB 550 0.9 


Plywood 400 1.0 
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7.5.2 Charring of protected timber 


If the structure also incorporates applied protection, e.g. in the form of 
wood-based panels, gypsum plasterboard, stone wool batt-type insulation 
or other materials, the start of charring is delayed and, where the protection 
remains in place after the start of charring, the rate of charring is slowed 
down in comparison with the charring rate for initially unprotected timber 
elements. 

Since the charring rate immediately after failure of the fire protection 
– i.e. after the protection has fallen off – is much greater than for initially 
unprotected timber (due to the combination of high temperature and 
absence of, or insufficient protection by, the char layer), some of the fire 
protection effect is lost for some time after falling off. Effective protection 
provided by the char layer requires a char layer thickness of about 25 mm. 
When the char layer has grown to that depth, the charring rate reduces 
to the rate for initially unprotected surfaces. A lasting protection effect is 
therefore only possible when a char layer thickness of 25 mm can be built 
up during the phase of increased charring rate immediately after failure of 
the fire protection. 

Applied protection remaining in place provides the most effective fire 
protection, especially for protection materials with low thermal conductivi- 
ties at high temperatures, e.g. fire-resistant gypsum plasterboards Type F 
(Europe) or Type X (North America), or similar proprietary boards, which 
exhibit longer failure times than standard types of gypsum plasterboards. 


7.5.3 One-dimensional charring 


Charring of timber members can be one-dimensional charring as expected 
for large flat surfaces, or two-dimensional charring, including the effects 
of cross-sectional dimensions and other effects such as corner rounding, as 
shown in Figure 7.1. 

As a basic value, the one-dimensional charring rate f/ ; is the charring 
rate observed for one-dimensional heat transfer under standard fire expo- 
sure of an unprotected semi-infinite timber slab without any fissures or 
gaps. The conditions are similar in a slab of limited thickness, as shown in 
Figure 7.1a, or in wide timber cross-sections remote from corner rounding 
effects. 

The one-dimensional charring depth denaro is expressed as 


deao = Bot (7.1) 


where t is the time of fire exposure and f , is the one-dimensional charring 
rate perpendicular to the grain for the particular wood species or wood- 
based product. For end charring in the direction of the grain, these charring 
rates are typically doubled. The one-dimensional charring rate given for 


236 Alar Just et al. 


Ясһаг,о 


LX. 
EZ 


Figure 7.1 One-dimensional (left) and two-dimensional (right) charring (Ostman et al., 
2010). 


softwoods in Table 7.2 is valid for European and North American species 
(0.65 mm/minute); it may also be applicable to other species, e.g. radiata 
pine. 

The influence of density within European strength classes for softwoods 
(solid timber, glulam and LVL) is small and therefore neglected. A similar 
grouping is also implied in the United States and Canada where a fixed 
one-dimensional charring rate is used for structural softwoods, regardless 
of the density. 


7.5.4 Two-dimensional charring 


Near corners of, for example, rectangular cross-sections, the impinging 
heat flux is typically two-dimensional, resulting in a rounded shape of the 
residual cross-section at that location, called the corner rounding effect. 

For simplicity, the residual cross-section shown in Figure 7.1b is normally 
replaced by an equivalent rectangular cross-section, replacing the one- 
dimensional charring depth and implicitly the corner rounding effect with 
an equivalent notional charring depth, calculated as 


ал = В. (7.2) 


where f „is the notional charring rate. The notional charring rate should 
implicitly account for the effects of fissures and corner rounding in a two- 
dimensional cross-section. 

As an alternative to the simplification of using notional charring depths, 
it is possible to consider a residual cross-section with more realistic linear 
and rounded boundaries. The calculation of cross-sectional properties will 
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become more complicated, but normally it is not worthwhile to consider it 
since the difference is negligible. 


7.5.5 European Charring Model (ECM) 


In Europe, the European Charring Model (ECM) is used for design. 
According to ECM, charring of timber members is divided into simplified 
linear charring phases, taking into account the presence and duration of the 
fire protection system. 


Charring rates in the ECM 


The European Charring Model consists of the following phases as shown 
in Figure 7.2. 
For unprotected surfaces (Figure 7.2a): 


* Normal charring phase (Phase 1). Visible exposed timber. 


For protected surfaces (Figure 7.2b): 


* Encapsulated phase (Phase 0) is the phase when no charring occurs. 
* Protected charring phase (Phase 2) is the phase when charring occurs 
behind the protection while the protection is still in place. 
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Figure 7.2 Charring phases according to the European Charring Model (prEN 1995-1- 
2, 2021). (a) Initially unprotected sides of timber members. (b) Initially pro- 


tected sides of timber members. Key: 1 Normal charring phase (Phase 1), 
Chan Notional charring depth, |0| Encapsulated phase (Phase 0), t Time, |2 
Protected charring phase (Phase 2), t, Consolidation time, |3| Post-protected 


charring phase (Phase 3), ty, Start time of charring, |4] Consolidated charring 
phase (Phase 4), t; Failure time of the fire protection system. 
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* Post-protected charring phase (Phase 3) is the phase after the failure 
of the protection before a fully developed char layer has been formed. 

* Consolidated charring phase (Phase 4) is the phase with a fully devel- 
oped char layer. 


The limits between changes of charring phases are the following times: 


Start time of charring t4 is the time at the beginning of fire exposure for 
initially unprotected timber members, or the time when the surface 
temperature of an initially protected timber member reaches 300°C 
(570°Р). 

Failure time of the fire protection system t,,, is the time at which the 
collapse, fall-off or thermal degradation of the fire protection system 
occurs. 

Consolidation time t, is usually the time when a char layer with 25 mm 
depth is formed. This char layer gives sufficient protection to reduce 
the charring rate to that for initially unprotected timber members. 


Design for encapsulation is intended to provide sufficient protection so that 
no charring will occur, hence the design objectives will have been achieved 
before time t,, when charring begins. Timber with only partial encapsula- 
tion will undergo charring after time 7. in one or more of phases 2, 3 or 4. 
See Chapter 2. 

Charring rates in different charring phases are based on basic design 
charring rates 3 , (see Table 7.2) that are corrected by factors taking into 
account the effect of protection, effect of gaps and corner rounding. 


B. | [Bo (7.3) 
k 
where 
B „is the notional design charring rate іп one charring phase (mm/ 
minute) 


В ois the basic design charring rate (mm/minute) 
ПА, is the product of applicable modification factors for charring 


For example, factors k,, k, and k, are the factors used for charring phases 
2, 3 and 4, respectively. Factor k, is given in Table 7.4. Factor k, is usu- 
ally taken as 2.0 and factor k, is usually taken as 1.0. Factor Ё, takes into 
account corner rounding for two-dimensional charring and factor k, takes 
into account the effect of gaps. These factors are considered in charring 
rates given in Tables 7.3 and 7.5. Values for factors for charring rates can be 
found in Eurocode 5 (prEN 1995-1-2, 2021). 

The charring rates given in Eurocode 5 are applicable for any orienta- 
tion of fire-exposed surfaces and direction of fire exposure, i.e. there is 
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Table 7.3 Notional design charring rates 2 , for linear members made of 
softwood, in Eurocode 5 (prEN 1995-1-2, 2021) 


Phases | and 4 
(mm/minute) 


(mm/minute) 


Phase 2 Phase 3 


(mm/minute) 


Rectangular cross-sections 


Solid wood 0.8 k, x 0.8 1.6 
Glulam, LVL 0.7 k, x 0.7 1.4 
Circular cross-sections 
Solid wood 0.96 k, x 0.96 1.92 
Glulam, LVL 0.85 k, x 0.85 1.69 
Table 7.4 Protection factor k, 
Protection Factor k; 


Gypsum plasterboard Gypsum fibreboard hy 
|- 


Clay plaster 


Table 7.5 Notional design charring rates f „for plane members (prEN 1995-1-2, 2021) 


Phases | and 4 
(mm/minute) 


Phase 2 
(mm/minute) 


Phase 3 
(mm/minute) 


Plane members 


Gaps 0-2 mm 0.65 k, x 0.65 1.3 
Gaps 2-5 mm 0.78 k, x 0.78 1.56 
Gaps greater 0.78 k, x 0.78 1.56 
than 5 mm Two-dimensional charring Two-dimensional charring 


no distinction between vertical or horizontal surfaces. For example, for 
surfaces on floors with fire exposure from above, the same charring rates 
apply as for surfaces with fire exposure from below. For fire exposure from 
above, fall-off of fire-protective claddings is not relevant and need not be 


considered. 


Effect of moisture content is normally not taken into account in the 


design charring rates. 


The notional charring rates for linear and plane members is given in sec- 
tions below. The notional charring rate В „for wood-based panels can be 


calculated as follows: 


Bn = kn ky Bo 


(7.4) 
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The factor for considering the effect of limited thickness k, is given as 
follows: 


1 for h, > 20mm 


A for h, < 20mm 
р, 


where h, is the panel thickness іп mm. 
The factor for density k, is given as follows: 


[6 
Pk 

where px is the characteristic density at 12% moisture content in kg/m?. 

Effect of protection on timber member is considered by applying charring 
phases and representative times (Figure 7.2b) for each fire protection system 
– the start time of charring and the fall-off time. For some protections, the 
fall-off time is similar to the start time of charring and Phase 2 is missing. 
For example, wood-based boards or non-fire-rated gypsum plasterboards. 


Charring of linear structural members 


Charring of linear structural members like rectangular timber beams and 
columns may increase due to possible cracks, gaps and corner rounding. 
According to the European Charring Model, the charring rates according 
to Table 7.2 can be used, with some modifications. 

For simplicity, the residual cross-section with rounded corners is nor- 
mally replaced by an equivalent rectangular cross-section, replacing the 
one-dimensional charring depth and implicitly the corner rounding effect 
with an equivalent notional charring depth (see Figure 7.1), calculated as 


фил= > Brit (7.5) 


where i is the number of the relevant phase, t; is the duration of the relevant 
phase and f , ; is the notional charring rate in the relevant charring phase. 

For charring behind gypsum plasterboards or clay plaster, the protection 
factor k, can be calculated according to Table 7.4. For other materials, the 
factor should be determined by testing according to EN 13381-7. 

In Table 7.4, h, is taken as the thickness of the single panel or the total 
thickness of multiple panels of the same material. 

Glueline integrity can affect the charring scenario for charring directions 
A and C (see Figure 7.3). When the integrity of surface gluing between 
lamellas is not maintained in fire, the step model of charring is applied. 
When the glueline integrity is maintained, the linear model is applied. For 
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Figure 7.3 Definition of the charring direction for linear timber members (prEN 1995-1- 
2, 2021). (a) Horizontal member. (b) Vertical member. 


directions B and D, the linear model is always applied (see Figure 7.2). See 
also Section 7.7 for discussion of glueline failure. 


Charring of plane members 


Charring of plane members like mass timber walls or floor elements is mainly 
dependent on the gaps between the lamellas on the fire-exposed surface that 
might increase the charring rate of these lamellas. According to the European 
Charring Model, the charring rates from Table 7.5 can be used. Gaps less than 
2 mm are ignored. For gaps between 2 mm and 5 mm wide, charring is only 
on the fire-exposed surface, at a charring rate 20% more than for a gap-free 
surface. For any gaps more than 5 mm wide, two-dimensional charring occurs 
inside the gap, with no further reduction for corner rounding. Protection fac- 
tors k, for protected elements are given in Table 7.4 and Figure 7.4. 

When the glueline integrity of surface gluing between lamellas of the 
cross-laminated timber (Figure 7.4b) is maintained, and for glued-lami- 
nated slab (Figure 7.4a) the linear model of charring is applied. When the 
glueline integrity is not maintained, the step model should be applied. See 
Figure 7.2. 


7.5.6 European Charring Model for light 
timber frame assemblies 


Light timber frame assemblies (often called 2 x 4 or wood-frame construc- 
tion in North America and Japan) are normally built up of the timber framing 
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(a) Glue-laminated slab (b) Cross-laminated slab 


Figure 7.4 Examples of plane members. (a) Glued laminated slab. (b) Cross-laminated 
timber (Ostman et al, 2010). 
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(a) Timber frame floor (b) Timber frame wall 


Figure 7.5 Examples of light timber frame constructions (Just, 2010). (a) Timber frame 
floor. (b) Timber frame wall. 


members (floor joists or wall studs) and a protective lining attached to each 
side of the timber frame (the lining may be exterior cladding, sheathing or, 
in the case of floors, the decking or a sub-floor and additional layers). The 
cavities between the studs or joists may be empty, or partially or completely 
filled with insulation, sometimes called batts. Since the light timber frame 
is sensitive to fire exposure, it must be effectively protected against fire. See 
also Chapter 1.2.1 (Figure 7.5). 


Cavity insulation 


Cavity insulation can improve the fire resistance of a light timber frame 
assembly by protecting the lateral sides of the timber members. In the 
European design model, the cavity insulation is considered according to 
the Protection Level (PL). Level PL1 provides the best protection and the 
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charring from the lateral sides of cross-section is prevented. Level PL2 pro- 
vides some protection and the charring on the lateral sides of cross-section 
starts after some time from fall-off of the lining. Level PL3 is the weakest 
one and the charring on the fire-exposed side and lateral sides starts at the 
same time. See Figure 7.7 and Table 7.6. 

There are two types of common mineral wool insulation that behave dif- 
ferently in fire — stone (rock) wool and glass wool. When the fire-protective 
lining is in place, the protective effect of these two mineral wool insulation 
types is similar. After the failure of the fire-protective lining, typical stone 
wool cavity insulation can resist temperatures up to 1,000°C and can pro- 
vide protection to the sides of the timber members. Typical glass wool will 
recede after the lining falls off (at around 550°C) by a rate of 30 mm/minute 
(Just, 2010). 

Cellulose and wood fibre insulation can provide effective protection for 
timber members when the shrinkage of the insulation is avoided. With these 
types of insulations, there might however be a risk for smouldering. 

Normally, the traditional stone wool insulation is classified as PL1 and tra- 
ditional glass wool is classified as PL2. Cellulose and wood fibre insulations 
are normally classified as PL2. Foam-based insulations are usually classified 
as PL3. The PL level can be assessed by a model-scale fire test according to 
Annex D of Eurocode 5 (prEN 1995-1-2, 2021). There are glass wool or 
wood-based insulation products in the market that can achieve PL1. 


Light timber frame with solid wood members 


In light timber frame assemblies with solid wood members, charring of the 
timber member is considered from the fire-exposed side, and from the lat- 
eral sides where relevant. See Figure 7.6 for the definition of sides. 


Notional cross-section 
Decking of the timber element 
Cavity insulation 


= 


Fire-exposed side Cladding 


$ Lateral side = 


Figure 7.6 Cross-section of light timber frame assembly (Тіѕо, 2018). 
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Figure 7.7 Design model for light timber frame (prEN 1995-1-2, 2021). (a) Effective cross- 
section for PL |. (b) Phases for protection level PL |. (c) Effective cross-sec- 
tion for other cases. (d) Phases for protection level PL 2. (e) Phases for void 


cavities. (f) Phases for protection level PL 3. Key: |0],| 2,13, 4|Phase 0, Phase 
2, Phase 3 and Phase 4, —— Charring for the fire-exposed side, - - -Charring 
for the lateral side, Оһ. i Notional charring depth for the fire-exposed side, 
chan Notional charring depth for the lateral side, t Time, t, Start time of 
charring, t; y. Failure time of the protection system, Ё, 2 Start time of charring 
for the lateral side. 
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The design models given below are valid only under the assumption that 
the insulation remains in place. The over width of insulation batts can be 
used as a fixing method for walls when the thickness of the insulation is 
more than 120 mm. For other cases, mechanical fixing (battens, steel wires, 
gluing) should be used to fix the insulation in place for the post-protection 
phase of charring. 

Charring of the timber members of light timber frame assemblies can 
be calculated according to charring scenarios shown in Figure 7.7. For 
members with PL1 cavity insulation, charring shall be considered from the 
fire-exposed side only. For members with PL2 and PL3 cavity insulations, 
charring shall be considered from the fire-exposed side (continuous line) 
and from the lateral sides (dashed line) (Table 7.6). 

According to the European Charring Model, the charring rates calcu- 
lated as given in Table 7.7 can be used. 

The factor k, is dependent on the protective lining board (see Table 7.4). 
Factor k, is dependent on the cavity insulation and the factors k,,, are 
dependent on the cross-sectional dimensions of the members. Values for 
factors can be found in Eurocode 5 (prEN 1995-1-2, 2021). 


Light timber frame with I-joists 


The charring model for wooden I-joists in Eurocode 5 (prEN 1995-1- 
2, 2021) is based on the model for light timber frame assemblies with 


Table 7.6 Protection level PL for typical insulation 


materials 

Protection level PL — Insulation material Density 
PL | Stone (rock) wool — 226 kg/m? 
PL2 Glass wool >14 kg/m? 

Wood fibre >50 kg/m? 

Cellulose fibre >50 kg/m? 
РЕЗ XPS - 

PUR - 

EPS - 


Table 7.7 Notional design charring rates for 
timber frame assemblies 


Phase 2 Phase 3 
(mm/minute) — (mm/minute) 
PL I, PL 2, PL 3 КК, n бр ks 1k, Po 
Fire-exposed side 
PL 2 КК, „әВо k3 ok, Po 


Lateral side 
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rectangular cross-sections by Tiso (2018) and with I-joists by Mager (2019, 
2020). As I-joists are more sensitive to elevated temperatures compared to 
the rectangular timber cross-sections due to the small cross-sectional area 
of the flanges and thin webs, the charring calculations are more precise. 
That also means more complexity in the calculations. The design model 
takes into account different charring phases, see Figure 7.8. For void cavi- 
ties, see Figure 7.7e. 

The notional charring depth on the fire-exposed side of the flange may 
be calculated according to Annex I of prEN 1995-1-2 (2021) (Figure 7.9). 

The time limit 1, should be calculated as follows: 


ta =1,04-t, pr for cavity insulation PL 1 (7.6) 
ta =1,01: tf pr for cavity insulation PL 2 (7.7) 


The start time of charring for the lateral side of the flange should be calcu- 
lated as follows: 


tena = pap + Uni for cavity insulation PL 1 and PL 2 (7.8) 


by, ef 


Achar.n, w 


Achar, n2 Achar, n2 


| I 


hf 


dchar,n,1 


Figure 7.8 Charred cross-section of the flange and web of an l-joist with cavity insulation 
(prEN 1995-1-2, 2021). 
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Figure 7.9 Design model for l-shaped timber members of light timber frame (prEN 1995- 
1-2, 2021). (а) Charring phases with cavity insulations PLI and PL2 when char- 
ring on the lateral side occurs before the failure of fire protection lining; 
tch,2«tf,pr. (b) charring phases with cavity insulations PLI and PL2 when char- 
ring on the lateral side occurs after the failure of fire protection lining; t4, ; > 
tspr. Key: [0},|2|,|3) Phase 0, Phase 2 and Phase 3, — — Charring for the fire- 
exposed side, - - -Charring for the lateral side, h Height of the initial cross- 
section; b Width of the initial cross-section, Оп: Notional charring depth 
for the fire-exposed side, Cuan Notional charring depth for the lateral side, 
t Time, t Start time of charring, ty, Failure time of the protection system, 
tu 2 Start time of charring for the lateral side. 


The start time of charring for the web should be calculated as follows: 
Law = ере + оу for cavity insulation PL 1 and PL 2 (7.9) 


1 гоц 15 the protection time of the layer(s) 7 with thickness h; calculated 
according to the Separating Function Method in Eurocode 5 (see 6.4.4.1). 
t is the protection time of the fire protection lining according to the 
Separating Function Method in Eurocode 5. 
The thickness h; should be calculated as follows: 


prot,pr 


= № for flange, see path А-В on Figure 7.10 (7.10) 
b; = h; +0,71- (5; - bw) for web, see path A-B-C on Figure 7.10 (7.11) 


Load-bearing capacity of the I-joists should be calculated as for the nor- 
mal temperature design taking into account design strength in fire and the 
effective cross-section. 

For simplicity, the flexural capacity of the I-joist can be calculated by 
assessing the tension and compression capacity of the flanges only. 
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Figure 7.10 Heat paths for start of charring on the lateral side (prEN 1995-1-2, 2021). 


7.5.7 Charring model in the United States 


In the United States, the National Design Specification for Wood 
Construction (NDS) gives design procedures for charring of exposed timber 
members. The procedure consists of determination of non-linear char rate 
and the char depth. The US model was developed using imperial units and 
as such the parameters described below use imperial units such as inches 
rather than millimetres. 

The non-linear char rate for this procedure can be estimated from pub- 
lished nominal 1-hour char rate data using the following equation: 


Be = В. at 1 hour 


where 
f ,is a non-linear char rate (in/hour®-8!3) adjusted for exposure time t 
В „is a nominal char rate (in/hour), linear char rate based on 1 hour 
fire exposure 


For solid wood, glulam, LVL, parallel strand lumber and cross-laminated 
timber, the nominal char rate is taken as f ,- 1.5 in/hour (approximately 
0.64 mm/minute). 

Charring depth is calculated for each exposed surface as follows (see 
Table 7.8): 


Achar = ft? P (in) (712) 


For cross-laminated timber manufactured with laminations of equal thick- 
ness, the charring depth is calculated as follows: 
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Table 7.8 Char depths per US model (for д „= 1.5 in/hour) 


Char depth ада 


Required fire resistance 


(minutes) (in) (mm) 
60 [.5 38.1 
90 2.1 53.3 
120 2.6 66.0 


Achar = Mam * Pin * p, (t a (mas n) (in) (713) 
bia 1.23 
tel -( B (7.14) 


where 
Га is the time for char front to reach glued interface (hour) 
iam is the lamination thickness (in) 


Mam = — 
Та 


Nam is the number of laminations charred (rounded to lowest integer) 
t is the time of fire exposure (hour) 


7.5.8 Charring model in Canada 


A charring model was implemented in 2014 into the Canadian design stan- 
dard CSA 086:19 to calculate the structural fire resistance of timber ele- 
ments of large dimensions. The method is applicable for elements that are 
at least 70 mm in residual thickness when subjected to heating on parallel 
sides (i.e. presumes a thermally thick behaviour with a thermal penetration 
depth of 35 mm). The charring model is primarily based on the European 
method, but kept to a more simplistic level. The model is also only appli- 
cable to timber elements exposed to a standard fire. Table 7.9 summarises 
the charring rates, as provided in CSA O86:19. 


Table 7.9 Charring rates for structural timber elements per CSA O86:19 


Product Во (mm/minute) В, (mm/minute) 
Timbers and plank decking 0.65 0.80 
Glulam 0.65 0.70 
Cross-laminated timber 0.65 0.80 


Structural composite lumber 0.65 0.70 
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In the Canadian method, a one-dimensional charring rate 8 of 0.65 
mm/minute is assigned to the softwood and engineered wood products cov- 
ered in the standard, e.g. timber, glue-laminated timber, structural com- 
posite lumber and cross-laminated timber. This rate is to be used for plane 
elements such as wall and floor slabs, or when the effect of corner rounding 
is explicitly considered. 

When rectangular elements are used or when the effect of corner round- 
ing is not considered, a notional charring rate 3, is given. The notional char- 
ring rate is also to be used for cross-laminated timber (CLT) when the char 
layer is expected to surpass the first glueline. 

For structural verification, the initial cross-section of a timber element is 
to be reduced by the charred layer and a zero-strength layer. The charred 
layer is taken as the product of the appropriate charring rate and the time, 
i.e. typically the fire-resistance rating. The zero-strength layer is taken as 7 
mm for fire exposure greater than 20 minutes (varies linearly from 0 to 7 
mm between 0 and 20 minutes). 

As opposed to the European Charring Model, the Canadian model does 
not consider the various charring phases when fire protection membranes 
are used to protect the timber. When using Type X gypsum boards directly 
attached to the timber element, or through wood furring or resilient chan- 
nels, the calculated fire-resistance time of an initially unprotected timber 
element can simply be increased by the following conservative times: 


a) 15 minutes for one layer of 12.7 mm Type X gypsum board 

b) 30 minutes for one layer of 15.9 mm Type X gypsum board 

c) 60 minutes for two layers of 15.9 mm Type X gypsum boards 

d) 60 minutes for two layers of 12.7 mm Type X directly attached to CLT 
There is currently no charring model for light timber frames in Canada. 
Fire resistance of light timber frame assemblies is typically assessed by full- 
scale fire-resistance testing or by using the Component Additive Method, 
as detailed in the National Building Code of Canada. In this latter method, 
the fire resistance of a given assembly is determined from the sum of the 
various time contributions of each respective element, such as the wood 
joist or stud, insulation, resilient channels and Type X gypsum board pro- 
tection. Work is ongoing to expand the scope of application of the charring 
method in CSA O86:19 for all types of wood elements and systems, includ- 
ing light timber frame assemblies. There is also ongoing work to revise the 
times assigned to Type X gypsum boards in a future edition of CSA O86 
(Dagenais and Ranger, 2021). 


7.5.9 Charring model in Australia and New Zealand 


The charring model in Australia and New Zealand is specified in AS/NZS 
1720.4. This standard gives only one charring rate which is applied to both 
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one-dimensional or two-dimensional cross-sections, with no allowance for 
rounding of corners. There is no design model for light timber frames. 

Because of the large number of high-density hardwoods in Australia, this 
standard gives the following equation for charring rate as a function of 
wood density, and a table of charring rates for various species, derived from 
the equation: 


2 
c= 0.4+(280) (7.15) 


where 
c = notional charring rate, in millimetres per minute 
ô = timber density at a moisture content of 12%, in kg/m?. For engi- 
neered wood products, this shall be based on the primary timber 
species not including any adhesive. 


The standard specifies that for New Zealand timbers, the design density 
of New Zealand grown radiata pine is 550 kg/m?, which gives the char- 
ring rate of 0.65 mm/minute as shown in Table 7.10. This charring rate 
applies to laminated veneer lumber (LVL) and other engineered wood prod- 
ucts made from radiata pine, even if they have a higher density due to the 
manufacturing process. 

Figure 7.11 compares the basic charring rate 3 ; from Eurocode 5 with 
the density-related charring rate from AS/NZS 1720.4. The Eurocode char- 
ring rate is 0.65 mm/minute for density up to 450 kg/m?, and 0.5 mm/ 
minute for all higher density timber. This shows the Eurocode charring rate 
is not conservative for low-density timber species but conservative for high- 
density hardwood timber species. The basic charring rate of 0.65 mm/min- 
ute is the point that the AS/NZS 1720.4 and Eurocode 5 methods intersect. 


Table 7.10 Charring rates for wood species from AS/NZS 1720.4 


Timber species Notional charring rate c (mm/minute) 
Blackbutt 0.50 
Cypress 0.56 
Douglas fir (North America and New Zealand) 0.65 
European spruce 0.65 
Gum, spotted 0.46 
Ironbark, grey 0.46 
Ironbark, red 0.47 
Jarrah 0.52 
Merbau (Kwila) 0.51 
Radiata pine (Australia and New Zealand) 0.65 


Victorian ash and Tasmanian oak 0.59 
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Notional charring rate 
(mm/min) 


350 450 550 650 750 850 950 1050 


Timber species density (kg/m) 


—— Australian and New Zealand -AS/NZS 1720.4 (2019) 
—— Europe - Hardwood – EN 1995-1-2 (2004) 
Е Europe - Softwood — EN 1995-1-2 (2004) 


===- USA - Fire Design Specification for Wood Construction, American 
Wood Council 2021 


о Njankouo et al. (2005) 
А Gardner et ai, (1991) 


Figure 7.11 Charring rates related to wood density. 


7.6 MATERIALS FOR PROTECTION 
OF TIMBER STRUCTURES 


In the design and optimisation of protected timber members, the follow- 
ing points are important with respect to maximising fire resistance. These 
points are consistent with Harmathy's ten rules of fire endurance, illus- 
trated in Figure 7.12: 


* There is a hierarchy of contribution to fire resistance of various layers 
of the assembly. 

* The greatest contribution to fire resistance is obtained from the layer 
on the fire-exposed side with respect to both insulation and failure 
(fall-off) of the protective cladding. 

* In general, it is difficult to compensate for poor fire protection perfor- 
mance of the first layer by improved fire protection performance of 
the following layers. 


Detailing is of great importance for effectiveness of fire protection. The 
rules for length and spacing of fasteners, and filling gaps in the joints, shall 
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f / Fire 1 = | 
t, t, ~ t t, t, t, t, 
>, t,>t, t,>t, t,>t, 
Rule 1 Rule 2 Rule 3 Rule 4 
3 Fire | | Fire 
t t, t t, t, t; t, 
t^t, t,>t, Ија t,>t, 
Rule 5 Rule 6 Rule 7 Rule 8 
Beam tested as Beam tested For the floor Fora beam when 
part of floor separately assembly tested separately 
(= 
t t, 
t >t, Beam A can be replaced by Beam B if t, > t, 
Rule 9 Rule 10 


Figure 7.12 Harmathy's ten rules of fire endurance (Harmathy, 1965). 


always be followed to secure the protective effect provided by fire protec- 
tion lining materials. 

The following guidance is given for how to consider the effect of different 
protection materials used for timber members. 

Encapsulation criteria as K-classes according to EN 13501-2 and as tested 
per CAN/ULC 5146 can be considered as the start time of charring t.p. For 
more on encapsulation, see Chapters 2 and 6. 


7.6.1 Wood-based protection materials 


Sacrificial wood-based panels can protect structural timber members by 
delaying the onset of charring. Charring rates for wood-based panels are 
given in Table 7.2. For structural timber members protected with wood- 
based panels, the start time of charring is the time that the wood-based 
panel falls off, or when the internal surface temperature reaches 300°C. 


ЕЕ Éf pr (7.16) 
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7.6.2 Gypsum boards 


There are different types of gypsum boards available around the globe. 
Gypsum boards consist around 20% of water that provides a delay in the 
start of charring until the water evaporates. That causes a certain period 
when temperature behind the protective board stays at approximately 
100°C in case of fire. When using European gypsum boards, the start time 
of charring behind the gypsum board (all types) can be estimated based on 
thickness of the board (EN 1995-1-2, 2004). 


ta = 2,8, –14 (7.17) 


where h, is the thickness of gypsum board in mm. 

Some gypsum boards will remain in place long enough for charring to 
occur behind the board. Such boards include Type F according to EN 520, 
gypsum fibreboards according to EN 15283 or Type X meeting the require- 
ments of ASTM C1396 or CAN/CSA-A.82.27. Several proprietary boards 
in Australia, New Zealand and other countries have similar or better fire- 
resistant properties (Buchanan and Abu, 2017). These boards will remain 
in place long enough to activate Phase 2 of the European Charring Model, 
shown in Figure 7.2. The failure time of protective linings on walls is longer 
than the failure time of the same protective linings on ceilings where gravity 
can assist the falling off. 

For most other non-fire-rated boards (e.g. Type A according to EN 520), 
the start time of charring and failure times are assumed to be similar, so the 
charring behaviour jumps from Phase 1 to Phase 3 in Figure 7.2: 


La = Lp pr (7.18) 


In Europe, evaluating more than 450 full-scale fire test reports, failure times 
for gypsum plasterboard linings of Type F as protection on light timber 
frame assemblies were collated in a database (Just et al., 2010). The tested 
constructions were either light timber frame assemblies, the great majority 
with solid timber members and some with I-joists, or in a few cases light- 
weight steel members. The studs or joists were placed a maximum of 600 
mm on centres. Expressions based on 20% fractile values of the fire test 
results are given in Table 5.4 of prEN 1995-1-2, 2021. These failure times 
are given for light timber frame assemblies with cavity insulation, these 
being shorter times than for uninsulated cavities. 

The failure times of gypsum plasterboards attached to large mass timber 
members such as glulam beams and columns or mass timber panels such as 
CLT may be considerably greater, especially when edge distances of screws 
are greater than those in light timber frame construction. In Europe, the 
generic failure times for gypsum linings on mass timber are taken 10% 
greater than the failure times on light timber frame assemblies. Table 7.11 
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Table 7.11 Start time of charring and protection times for gypsum plasterboards for 


walls 
Thickness of the fire 
ма nn UN Layers Start of charring Failure time 
Panels Layer | Layer 2 backed by (minutes) (minutes) 
Europe (prEN 1995-1-2, 2021) 
Gypsum 12.5 - Insulation 17 20 
plasterboard 12.5 - Panel 22 22 
typeA 12.5 12.5 Insulation 26 4l 
12.5 12.5 Panel 36 45 
Gypsum 12.5 - Insulation 17 32 
plasterboard 12.5 - Panel 24 35 
type F 15 - Insulation 22 44 
15 - Panel 30 48 
18 - Insulation 29 58 
18 - Panel 37 63 
12.5 12.5 Insulation 39 60 
12.5 12.5 Panel 49 66 
15 15 Insulation 50 82 
15 15 Panel 60 90 
18 18 Insulation 63 108 
18 18 Panel 75 119 
Gypsum 12.5 12.5 Insulation 39 60 
plasterboard 125 12.5 Рапе! 49 66 
type F +A (type F 15 12.5 Insulation 45 71 
is layer |) 15 125 Рапе! 55 78 


shows the time to start of charring and the failure time for falling off of 
gypsum linings on walls, from the latest draft of Eurocode 5 (prEN 1995- 
1-2, 2021). Table 7.12 shows the same information for ceiling linings on the 
underside of floors. 

Since the values given in Tables 7.11 and 7.12 are conservative, especially 
with regard to failure times, ¢;,,, producers may wish to determine values 
for their products and applications to be used by designers. To determine 
the start time of charring, testing according to the European test Standard 
EN 13381-7 can be performed. 

The National Research Council of Canada studied the fall-off perfor- 
mance of gypsum boards in standard fire tests (Roy-Poirier & Sultan, 
2007; Sultan, 2010). From a review of numerous standard fire-resistance 
tests of lightweight assemblies protected with single and double layers of 
Type X gypsum boards, temperature criteria were derived to predict the 
time to fall-off for wall and floor assemblies. It was found that the fall- 
off temperature for wall assemblies was 100°C higher than that of floors 
with insulation in the cavity and 150°C higher than that of floors when no 
insulation was placed in the cavity. The higher fall-off temperature was 
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Table 7.12 Start time of charring and protection times for gypsum plasterboards for 


floors 
Thickness of the fire 
protection system (mm) 5 : ; 
Layers Start of charring Failure time 
Panels Layer | Layer 2 backed by (minutes) (minutes) 
Europe (prEN 1995-1-2, 2021) 
Gypsum 12.5 - Insulation 17 17 
plasterboard 12.5 - Panel 19 19 
type А 12.5 12.5 Insulation 26 29 
12.5 12.5 Panel 32 32 
Gypsum 12.5 - Insulation 17 25 
plasterboard 12.5 - Panel 24 28 
type F 15 - Insulation 22 28 
15 - Panel 30 3l 
18 - Insulation 28 32 
18 - Panel 35 35 
12.5 12.5 Insulation 39 52 
12.5 12.5 Panel 49 57 
15 15 Insulation 50 60 
15 15 Panel 60 66 
18 18 Insulation 63 69 
18 18 Panel 75 76 
Gypsum 12.5 12.5 Insulation 39 52 
plasterboard 12.5 12.5 Panel 49 58 
type F * A (type F 15 12.5 Insulation 45 56 
is layer 1) 15 12.5 Рапе! 55 62 


Table 7.13 Summary of fall-off temperatures for light-framed assemblies (Sultan, 2010) 


Assembly characteristics Fall-off temperature 


Double-layer assembly 


Screw spacing _Single-layer 


Insulation (mm) assembly Face layer Base layer 
No Insulation 406 460+20°C 620+50°C 430+90°C 
610 - 510+50°C 330+40°C 
Insulation against gypsum 406 680 + 50°C 680+40°C 620+40°C 
board base layer 610 E 640+40°C 480+40°C 
Spray-applied insulation 406 670+ 40°C = = 
610 - 600+40°C 380+30°C 


attributed to the reduced effect of gravity on the gypsum boards, allowing 
them to remain in place for a longer duration when used as wall protection. 
Table 7.13 summarises the temperature criteria to evaluate the fall-off time 
of gypsum boards. 

A similar review was recently performed by FPInnovations (Dagenais & 
Ranger 2021) to revise the times assigned to Type X gypsum boards shown 
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in Section 7.5.8 when used to protect mass timber elements. Additional 
time of 30 minutes per layer was found appropriate when using single, dou- 
ble and triple layers of 12.7 mm (/2") Type X gypsum boards. This time 
increases to 40 minutes per layer for single, double and triple layers of 15.9 
mm (%") Type X gypsum boards. These times аге to be added to the calcu- 
lated fire resistance of unprotected mass timber elements. 


7.6.3 Clay plasters 


Clay and lime plaster have extensively been used in historic timber build- 
ings to cover the walls and ceilings. In the past, plaster was the primary 
protection for timber structures against fire exposure. Today the combina- 
tions of timber and other ecological materials like clay plaster offer a con- 
temporary alternative to conventional building solutions. 

Clay plasters and clay boards are investigated by Liblik et al. (2020). 
The start time of charring behind clay plasters and clay boards can be cal- 
culated as 


ta =1,1h, –6 (7.19) 


where h, = thickness of plaster, mm. 

The equation is limited to traditional clay plaster within a density range 
of 1,610—1,800 kg/m3. Further, clay plaster should meet the requirements 
stated in product standard DIN 18947 to guarantee its mechanical strength 
and quality. The application technique is crucial, Standard EN 13914-2 and 
manufacturer's guidance should be followed. 


7.6.4 Cement-based boards 


No generic information is available in Europe for design models of cement- 
based boards, which can only be assessed by testing. 

The recent changes in the United States and in Canada to timber build- 
ings taller than six storeys triggered the need to enhance the level of fire 
safety in timber buildings by providing additional passive protection, 
such as encapsulation materials to protect the timber elements from fire 
exposure. In North America, the protection materials are required to be 
of non-combustible material using, for example, Type X gypsum board or 
38 mm concrete topping placed on top of mass timber floors. However, 
concrete topping can slow construction timelines as it requires installation 
of formwork, coordination with concrete deliveries, finishing and curing. 
Prefabricated elements that can be installed faster, such as cement boards, 
are therefore an interesting alternative if they can provide the level of encap- 
sulation required by the applicable building codes. In an attempt to evaluate 
the encapsulation performance of cement boards, an adapted standard fire 
test was conducted by Ranger et al. (2020) following the test conditions 
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of CAN/ULC 5146. A ceiling assembly was encapsulated using two layers 
of 15.9 mm cement boards and exposed to the standard fire of CAN/ULC 
5101. The double layer of cement boards achieved an encapsulation time 
of 39 minutes, which is insufficient for meeting the minimum 50 minutes 
requirement in the National Building Code of Canada. 


7.6.5 Intumescent coatings 


Some intumescent coatings can delay the start time of charring. Testing 
is required to determine the time to start of charring, and the char- 
ring rate under the intumescent coating. After the fall-off the double 
charring rate should be used as shown in Phase 3 of Figure 7.2. Design 
parameters for intumescent coatings can be assessed by testing accord- 
ing to EN 13381-7. 

In North America, Australia and New Zealand, intumescent coatings are 
typically developed and used to reduce surface flammability (flame spread) 
and not to increase the fire resistance or delay of charring of timber ele- 
ments. Similarly to Europe, the effect of intumescent coatings on the fire- 
resistance or delay of charring should be evaluated through relevant and 
appropriate testing. 

It should be noted that when using coatings to protect timber elements, 
their long-term durability during service conditions should be considered, 
including water, drying, UV light, etc. More on intumescent coating is pro- 
vided in Chapter 5. 


7.] EFFECT OF GLUELINE FAILURE 


Adhesives are used for surface gluing and for finger joints of engineered 
wood products. Glued members can behave differently in fire compared to 
solid wood members of the same size with no gluelines (See also 2.10.5 and 
Chapter 3). 

In Europe, for the face bonding of load-bearing timber elements, there are 
three requirement standards, EN 15425 for 1-component PUR adhesives, 
EN 301 for MUF, MF and PRF adhesives and EN 16254 for EPI adhesives. 
Within each adhesive group, there are large differences regarding their for- 
mulation and it is therefore impossible to generally assume that all products 
in an adhesive group can maintain glueline integrity in fire. A change of the 
mixture (e.g. thermoplastic parts and cured parts) in the adhesive product 
to improve certain characteristics (e.g. curing times) may counteract the 
fire performance. For simplicity, if non-fire-resistant adhesives are used, the 
charring temperature (taken at the 300°C isotherm) is typically understood 
to be the failure temperature of the glueline. This failure of the glueline can 
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result in debonding and consequently fall-off of the charred lamella and 
faster charring of the next lamella. 

Since new adhesives are being continuously developed and new engineered 
wood products are introduced on the market, there is a demand to assess 
adhesives or glued products with respect to fire performance. 

In North America, adhesives used in the manufacturing of cross-lam- 
inated timber and glue-laminated timber are required to pass stringent 
fire tests according to ANSI/APA PRG 320 to demonstrate their integrity 
when the char layer approaches the glueline and to verify that the charring 
rate is not influenced by the glueline failure during fire exposure. For the 
engineered wood products described in Chapter 1, various standard test 
methods are mandatory for all adhesives to demonstrate their performance 
in elevated temperature or fire conditions, such as ASTM D2559, ASTM 
D7247, ASTM D7374, ASTM D7470 and CSA 0177. 

In Europe, a test method (glueline integrity in fire, GLIF) allows for the 
comparison of a cross-laminated timber product to solid timber. In the 
GLIF test, the performance of timber with a glueline is compared to the 
maximum possible mass loss of solid timber where no glueline is present. 

There are also small-scale assessment methods available such as the cone 
heater method for finger joints loaded in tension (Mager et al, 2021), com- 
bined cone heater and shear test methods (Sterley and Norén, 2018) or ten- 
sion and shear tests at elevated temperatures according to EN 17224. 


7.8 CALCULATION METHODS FOR 
STANDARD FIRE EXPOSURE 


This section describes the calculation methods for structural fire resistance 
in different countries. 


7.8.1 Effective cross-section method in Eurocode 5 
Strength and stiffness 


Strength and stiffness properties are considered differently in the fire design 
procedure compared to ambient design. In Europe, the design values of 
mechanical strength fy, and stiffness E4 g properties for the fire situation 
are defined as follows: 


fas = Во Rife l Yu (7.20) 


E45 = ko kg Ek Г Yu (7.21) 
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where 

fii, Eas is the fire design value of a strength or stiffness property 

fr, Е, is the characteristic value of a strength or stiffness property for 
normal temperature design according to EN 1995-1-1 

ko is the temperature-dependent reduction factor for a strength or stiff- 
ness property 

kg is the modification factor for a strength or stiffness property for the 
fire situation 

ума is the partial safety factor for the relevant mechanical material 
property for the fire situation 


The characteristic strength of the timber member in fire is considered as 
the 20% fractile value instead of the 5% fractile value that is used for ambi- 
ent design. This effect is taken into account with the relevant factor kg as 
given in Table 7.14. 

For the effective cross-section method, the factor kg=1. For the advanced 
calculations, see Figure 7.17. The partial safety factor for fire У у к= 1. 


Effective cross-section 


Timber members exposed to fire exhibit charring unless they are protected 
during the relevant time of fire exposure. For calculation of the resistance 
of timber members, the original cross-section is reduced by the effective 
charring depth consisting of the notional charring depth d,,,,.,, and the zero- 
strength layer depth dọ. The latter is an effective layer that compensates for 
the loss of strength and stiffness. The resulting cross-section is called the 
effective cross-section which has no reduction of strength and stiffness. 
The effective charring depth is calculated as follows, shown in Figure 7.13: 


ds = [o А + do (7:22) 


Design of linear and plane timber members 


Charring is calculated according to the European Charring Model and 
Eurocode 5. 


Table 7.14 Modification factor for strength and stiffness 
property for the fire situation in Eurocode 5 


kg 
Solid timber 1.25 
Glulam and cross-laminated timber (CLT) 1.15 
Wood-based panels 1.15 


LYL 1.10 
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der der der 
Acharn E: do 


5 
(а) (b) $ 


Figure 7.13 Determination of effective cross-section for timber members (prEN 1995-1- 
2, 2021). (a) One-dimensional charring. (b) Two-dimensional charring. Key: | 
Fire-exposed side(s) or fire-exposed perimeter, 2 Border-line of the residual 
cross-section, 3 Border-line of the effective cross-section, d, Effective char- 


ring depth, dehar,n Notional charring depth, dy Zero-strength layer depth, b,, 
Width of the effective cross-section, h, Height of the effective cross-section. 


The values of zero-strength layer depth d, for the design of linear timber 
members are taken as follows: 


e d) =10 mm for members subjected predominantly to tension or 
bending 
• d, = 14 mm for members subjected predominantly to compression. 


The values of zero-strength layer depth а, for the design of plane timber 
members made of glulam or LVL are taken as follows: 


b 
e dy=8+ 55 for members with fire exposure on the tension side (mm) 


e dy=9+ M for members with fire exposure on the compression side 
(mm) 


h is the depth of the initial cross-section of the plane timber member (mm). 

The values of zero-strength layer depth d, for the design of plane timber 
members made of cross-laminated timber can be taken from Eurocode 5 
(prEN 1995-1-2, 2021). 


Design of light timber frame floor and wall assemblies 


Effective cross-section of the timber members of light timber frame assem- 
blies should be calculated according to Figure 7.14. 
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B b 
eaa 
а, 
er Der der dor Der der 


do do 


(b) dehar,n,2 do do Gchar,n,2 


(a) 


Figure 7.14 Design model for timber frame assemblies (prEN 1995-1-2, 2021). (a) 
Effective cross-section for PL І. (b) Effective cross-section for other cases. 
Key: h Height of the initial cross-section; b Width of the initial cross-section, 
ће Height of the effective cross-section, b,, Width of the effective cross- 


section, d,, Effective charring depth, dy Zero-strength layer depth, dehar,n,1 


Notional charring depth for the fire-exposed side, dehar,n,2 Notional char- 
ring depth for the lateral side. 


Zero-strength layers for light timber frame assemblies depend on the pro- 
tection level of cavity insulation. The zero-strength layer depths are nor- 
mally in the range of 7-20 mm (Tiso, 2019). The exact zero-strength layer 
depths can be found in Section 7.2.4 of prEN 1995-1-2, 2021. 

The cross-section of light timber floors with I-joists will be reduced by 
charring and the zero-strength layer that allows for the strength loss in the 
heated timber, see Figure 7.15. Zero-strength layer depths can be found in 
Annex I of prEN 1995-1-2, 2021. 

Adhesives can be sensitive to elevated temperatures. In the finger joints of 
tension flanges, the glueline integrity can affect the load-bearing capacity. 
Therefore, the zero-strength layer depths are different for different classes 
of finger joints that take the glueline integrity into account. These can be 
assessed by testing according to Annex B of prEN 1995-1-2 (2021). 


7.8.2 Effective cross-section method in 
Australia and New Zealand 


The calculation method in Australia and New Zealand is specified in AS/ 
NZS 1720.4. This is almost the same as the Eurocode method, except that 
the one-dimensional charring rate can be used for both linear members and 
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<—Achar.n,w 


Ясһаг,п,2 do do char,n,2 


һғеғ 


der 


EUN 
сһаг,п,1 do 


Figure 7.15 Effective cross-section of the flange and web with cavity insulation (prEN 
1995-1-2, 2021). 


flat panels, and the zero-strength layer thickness is kept constant at 7.0 mm. 
There is no increase in strength or stiffness properties for fire design. 


7.8.3 Effective cross-section method 
in the United States 


Unprotected members 


For structural calculations in the United States, section properties are cal- 
culated using standard equations for area, section modulus and moment of 
inertia using the reduced cross-sectional dimensions. The dimensions are 
reduced by the effective char depth for each surface exposed to fire. A 20% 
increase is added to the calculated char depth (a,,,,) to consider the reduc- 
tion of strength and stiffness of the heated zone and the effect of corner 
rounding. The effective char depth is calculated as follows: 


ден = 1.2. Achar (7.22) 


For sawn lumber, glulam made of softwood, LVL, parallel strand lumber 
and laminated strand lumber, the char depth and effective char depth for 
each exposed surface are shown in Table 7.15 based on a nominal char rate 
P „= 1.5 in/hour. 
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Table 7.15 Effective char depth for solid wood, glulam, 
LVL, LSL (for 8 „= 1.5 in/hour) (AWC, 2021) 


Effective char depth a 
Required fire resistance ff pt^ ae 


(minutes) (in) (mm) 
60 1.8 45.7 
90 25 63.5 
120 3.2 81.3 


Table 7.16 Effective char depth for CLT (with f „= 1.5 in/hourz 0.64 mm/minute) 


(AWC, 2021) 

Effective char depth a.p (mm) 
Required fire Lamination thickness (mm) 
resistance 
(minutes) 15.9 19.0 222 254 318 349 381 444 50.8 
60 55.9 55.9 53.3 50.8 508 483 45.7 45.7 45.7 
90 86.4 81.3 787 762 73.7 711 711 71. 66.0 
120 111.8 109.2 104.1 101.6 99. 965 914 91.4 91.4 


For CLT manufactured with laminations of equal thickness, the effective 
char depth for each exposed surface is shown in Table 7.16 using a nominal 
char rate of 8 , = 1.5 in/hour (~0.64 mm/minute). The US charring model 
for CLT accounts for glueline failure, which explains the higher char depths 
when compared to those of Table 7.15. 

For sawn lumber, glulam made of softwood, LVL, parallel strand lum- 
ber and laminated strand lumber and cross-laminated timber, the average 
member strength can be approximated by multiplying reference design val- 
ues by adjustment factors specified in Table 7.17. The values of these factors 
are given in the National Design Specification (AWC, 2018). 

The strength values for bending, tension, compression and shear shall 
be adjusted prior to calculating the residual resistances using the equations 
given in the NDS. 

The induced stress calculated using reduced cross-section properties 
determined using а, shall not exceed the member strength. 


Protected members 


Technical Report 10 (AWC, 2021) provides contribution times for gypsum 
board protecting timber elements. Similar to the Canadian method, the total 
fire-resistance time of a protected timber element is taken as the sum of the 
initially unprotected timber element and the time contribution of the gyp- 
sum board. As an example, a single layer of 12.7 mm (% in) and 15.9 mm 
(36 in) Type X gypsum board directly attached to a timber beam or CLT can 
increase the fire-resistance time by 30 and 40 minutes, respectively. 
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Table 7.17 Adjustment factors for fire design (AWC, 2021) 


Values for allowable stress design (ASD) 


Design stress 


to member Beam Column 
strength Size Volume Flat use stability stability 
factor factor! factor! ^ factor! ^ facto? factor? 

Bending ћ X 2.85 Cr C, Cr C, 

strength 

Beam buckling E. х 2.03 

strength 

Tensile FE x 2.85 C. 

strength 

Compressive F, Xx 2.58 Cr С; 

strength 

Column Fe X 2.03 

buckling 

strength 


! Shall be based on initial cross-section. 
? Shall be based on reduced cross-section. 
For specific products, the adjustment factors may be different. 


Table 7.18 Modification factor for strength property for 
the fire situation in CSA O86:19 


Product K; 
Timbers and plank decking 1.5 
Glue-laminated timber 1.35 
Cross-laminated timber 
e VI-V2 stress grade 1.5 
e El—E2—E3 stress grade 1.25 
Structural composite lumber 1.25 


7.8.4 Effective cross-section method in Canada 


In Canada, similar adjustments as in Europe are made to the strength 
property values. The modification factor for fire resistance, as presented in 
Table 7.18, is intended to convert the specified strength to mean strength 
values. Furthermore, the resistances are to be calculated using a short-term 
load duration (Kp) and a resistance factor (ф ) of 1.0. 

The calculation method in Canada is specified in CSA 086:19. This is 
almost the same as the Eurocode method, except that the one-dimensional 
charring rate can be used for both linear members and flat panels, and 
the zero-strength layer thickness is kept constant at 7.0 mm for exposure 
of at least 20 minutes (varies between 0 and 7 mm and between 0 and 20 
minutes). 
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Similarly to the US method, the total fire-resistance time for a protected 
timber element is taken as the sum of the initially unprotected fire resistance 
and the time contribution of the gypsum board. The time contributions for 
Type X gypsum boards are almost the same in the Canadian and US design 
methods. 


7.9 ADVANCED CALCULATION METHODS 


Advanced calculation methods are most likely to be used with performance- 
based design (see Chapter 11). 

For determination of the mechanical resistance of structural timber mem- 
bers, an advanced calculation method, e.g. using finite element modelling of 
fire-exposed structural timber members, comprises several steps: 


1. Determination of the time-temperature curve of fire exposure 

2. Determination of temperatures in the timber member, including the 
charring depth 

. Determination of the resistance of cross-sections using the tempera- 
ture field in the timber member and the temperature-dependent reduc- 
tion of strength and stiffness at each location of the cross-section 

4. Determination of the structural resistance of the member (beam, col- 

umn, frame, etc.) 


о 


The problem is that the data from various sources may vary considerably. 
Since available commercial software for heat transfer calculations does not 
explicitly take into account the mass transfer of water, steam and gases, 
these effects must be accounted for by using effective conductivity values 
rather than real ones (Killsner & König, 2000; König, 2006). This also 
applies to the formation of cracks, e.g. in the char layer or gypsum plaster- 
boards, causing increasing heat flux which is taken into account by using 
increased conductivity values. For the char layer, these effects have not been 
considered in some sources, which give considerably lower conductivity val- 
ues than EN 1995-1-2 (2004). 

Since the protection provided by linings and insulation is often important 
for the performance of structural timber members, the software should be 
capable of taking into account sudden failure (fall-off) of applied protec- 
tion. Examples of commercial software including this option are SAFIR, 
ABAQUS and ANSYS. Werther et al. (2012) examined modelling with 
these programs. They considered the effects that various model parameters 
(thermal and structural) may have on the physical interpretation of experi- 
mental data compared to the accuracy of numerical solutions. Several in- 
house finite element models have been developed over the years to perform 
a two-way coupling between heat transfer and structural analysis (Chen et 
al, 2020). With proper thermal properties and strength reduction factors, 
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as well as validation and verification against test data, these models can be 
used to evaluate the fire performance of a broad range of timber products, 
assemblies and connections. See Chapter 8 for more information on fire 
resistance of timber connections. 

For timber members, it is sufficient to assume ideal elastic—plastic behav- 
iour for compression and purely elastic behaviour for tension, as shown in 
Figure 7.16. The behaviour at 20°C can be modified for other temperatures 
with multiplication by the temperature reduction factor ko. 

For advanced design, for example, using thermo-mechanical simula- 
tions and finite element analysis, the strength and stiffness can be reduced 
according to the effective values from Eurocode 5, presented in Figure 7.17. 


20°C 
60°C 
100°C 
200°C 
1.0 Compression Tür Compression 
— — — Tension — — – Tension 
0.8 100, 0.65), 77 Shear ов- \ OOO Shear 
0.6 E 0.6 - 
e A (100, 0.40) K 100, 0.40) 
0.4 У ^ 0.4- 
02 0.2 (100, 0.35) 
8 < 
0 | | П | ie 0 | | 1 | 1 
о 50 100 150 200 250 300 0 50 100 150 200 250 300 
Temperature (°C) Temperature (°C) 
(a) Strength (b) Stiffness 


Figure 7.17 Temperature-dependent reduction factor kg for strength and stiffness 
parallel to grain (prEN 1995-1-2, 2021). (a) Strength. (b) Stiffness. Key: — 
Compression, — —Tension, ....Shear, T Temperature, in °C, kgtemperature- 
dependent reduction factor. 
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In the effective cross-section method, the temperature reduction factor kg 
is not used. The heating effect will be replaced with a further reduction of 
cross-section by a fictive zero-strength layer. 

The value of Y ms is taken as 1.0 unless the National Annex gives a dif- 
ferent value for use in a country. 


7.10 WORKED EXAMPLES 


Calculations of glulam beam protected with 
fire-rated gypsum plasterboard 15 mm 


Calculate the fire resistance of a glulam beam in an office floor. The cross- 
section of the beam is 200 ^ 400 mm. The glulam beam span is 8 m. Distance 
between the beams is 2 m. Required fire resistance is R90. The beam is 
exposed to fire on three sides, which are initially covered by gypsum plas- 
terboard, Type F (or Type X) with a thickness of 15 mm. 

Characteristic loads on the floor: 


* Self-weight 1.0 kN/m? 
* Imposed load 3.0 kN/m? 


7.10.1 Effective Cross-Section method (Europe) 


Load combination for fire situation according to EN 1990: 
pan = 1.0gy +0.5qp =1.0*1.0 +0.5* 3.0 = 2.5 kN/m? 


Linear load on the beam: Р, ,22.5*2-25.0 kN/m 
Maximum bending moment: M max = 5*82/8 = 40 kNm 


Strength class GL24h = | 
Fire resistance R90 k,= 1.15 
Cross-section 200 * 400 mm cok 24 N/mm? 
Protection system GtFI5 Yma= l 
Glueline integrity Maintained Њ= 0.65 | mm/minute 
Thickness of layers 40mm = 1.08 
b= 200 mm p= 15 mm 
h= 400 mm t= 90 minute 
k- l 
Calculations 


ho 1*015524 


Y Mut 


= 27.6 N/mm? 


Design strength in бге fagi = 
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Protection factor for charring k =1- 1 1. 0.727 
55 55 


Charring in different phases: 


Phase 2: Bn, Phases. = Кро = 1.08 * 0.65 = 0.702 mm/minute 
Phase 3: Bn Phase 2 = Krk, Bo = 0.727 * 1.08 * 0.65 = 0.511mm/minute 


Phase 4: Bn, Phase 3 = Кво = 2 * 1.08 * 0.65 = 1.404 mm/minute 


Time limits for charring phases: 


12 12 
| 15)" , 
Боол = Бои = 20( 7.) = 30% 5 = 30 minutes 


ty pr = tr = (4.6* ћ,—25)#1.1 = (4.6*15 - 25) #1.1 = 48.4 minutes 


t, = min troto L 30minutes 
t pr 
2t, pr 2* 48.4 
Б = тіпа | 25=(tror tn) Bn твег = ад, 25-(48.4-30)* 0.511 
= Вутез = 1.404 


Total charring depths after charring phases: 


Phase 2: дал = Bn, phase 2 *(trpr — ten) = 0.511 * (48.4 — 30) = 9.4mm 


66.7 minutes 


Phase 3: dau =Bnphase 3 " (ta —trpr ) + darsi = 1.404 * (66.7 – 48.4) + 9.4 = 35 Лтт 


Phase 4: dass = Bn, Phases * (t — ty) + ал = 0.702 * (90 — 66.7) + 35.1 = 51.5mm 


Effective cross-section: 


Zero-strength layer d; =10mm 
Effective charring depth de = Chan + do = 51.5 +10 = 61.5 тт 
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Effective cross-section width 
b. -b- Kids Фе —200-2*61.5- 77mm 
Effective cross-section depth 
hy = h- Kd = 400 –1* 61.5 = 338 тт 
Section modulus 
2 * 2 
W= by hé TI 338 
6 6 
Bending capacity for R90 
Мала =W, fa, s =1,466,131* 27.6*10 5 = 40.5kNm 


40.5 kNm» 40 kNm (99% capacity) 
R90 is fulfilled 


-1,466,131mm? 


7.10.2 Effective cross-section 
method (Canada) 


Load combination for fire situation according to CSA O86: 
pas 21.0 gy +1.0 qr =1.0*1.0+1.0* 3 = 4.OkN/m? 


Linear load on the beam: P; ,24.0*2 = 8 kN/m 
Maximum bending moment: M max = 8*87/8 = 64 kN m 


Strength class 20f-E - | 

Fire resistance R90 K,= 1.35 

Cross-section 200 * 400 mm fj" 256 N/mm? 

Protection system 15.9 mm Type X gypsum board K= 1.15 

Glueline integrity Maintained Ky= | 

Thickness of layers 40 mm K;= | 

ђ= 200 mm K= | 

ћ= 400 mm Kyg= 1.01 (x13) 
„= 0.70 = mm/minute 
t= 90 minute 


In Canada, glulam beams required to provide fire resistance are to be man- 
ufactured using a special layup, as detailed in Chapter 1. 

Time contribution afforded by the 15.9 mm Type X gypsum board=30 
minutes. Therefore, the time of charring is taken as 90 – 30=60 minutes. 


Chhar,n = 0.70 mm/minute* (90 — 30) minutes = 42mm 
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Effective cross-section: 


Zero-strength layer 
dy27 mm 
Effective charring depth 
da= danarn *dy2424 7249 mm 
Effective cross-section width 
b, - b - 2d,-200 – 2749 -102 mm 
Effective cross-section depth 
d4-b - d,,2400- 492351 mm 
Section modulus 
S2 b, * 4,21 6=2 094 417 mm? 
Bending capacity for R90 
Мува ти (Му вл, Мкво) = 82.6 kN m 
Ma caf? Rate Ko Ka Ia Kel SP ROR | 
„2841 kN m 
Mgg52f * (Кар Kp Ки Ка Ку) 5 РК К, 282.6 КМ m 
82.6 kN m» 64 КМ m (77% capacity) 
R90 is fulfilled 


7.10.3 Effective cross-section method (United States) 


Load combination for fire situation according to NDS: 
Dag = 1.0 g} +1.0 4, =1.0*1.0+1.0* 3 = 4.0kN/m? 


Linear load on the beam: Р, =4.0*2 = 8 kN/m 
Maximum bending moment: M nax = 8*87/8 = 64 kN m 


Strength class 201-1.5Е = | 
Fire resistance R90 = 1.35 
Cross-section 200 * 400 mm F,= 2000 psi 
Protection system 15.9 mm Type X gypsum board 13.8 МРа 
Glueline integrity Maintained С= | 
Thickness of layers 40mm G= | 
b- 200 mm CP? 0.91 (<1.0) 
h= 400 mm K= 285 
f," 1.50  in/hour 
t- 90 minute 


In the United States, glulam beams required to provide a fire resistance are 
to be manufactured using a special layup, as detailed in Chapter 1. 
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Time contribution afforded by the 15.9 mm Type X gypsum board = 30 
minutes. Therefore, the time of charring is taken as 90 – 30=60 minutes =1 
hour. 


as = b, * pes = 1.5in = 38.1mm 


Effective cross-section: 


Effective charring depth 

d= 1.2 4,,=1.2 * 38.1-45.7 mm 
Effective cross-section width 

bb - 2d =200 – 2*45.7=108.6 mm 
Effective cross-section depth 

а= - dg=400 – 45.7=354.3 mm 
Section modulus 

S= b4* 4,21! 6=2,272,065 mn? 
Bending capacity for R90 

Mp s= (F,*Cp5* Cj K)*S4*Cy281.3 kN m 

81.3 kN m» 64 kN m (79% capacity) 

R90 is fulfilled 


7.10.4 Summary 


The calculation examples given above demonstrate that for a timber prod- 
uct of similar strength and stiffness, the design for fire resistance will pro- 
vide similar results whether the European, Canadian or US approach is 
used. However, design assumptions and load combinations must be consis- 
tent with the appropriate building codes and design standards. 
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SCOPE OF CHAPTER 


This chapter introduces structural connection typologies and provides 
information on potential failure modes and methods to provide fire resis- 
tance to connections exposed to a standard fire. Timber structures and their 
connections must be designed to have strength to resist all anticipated loads 
during the required fire resistance period and where required, to prevent the 
passage of heat and flames. 


8.1 INTRODUCTION 


This chapter gives guidance for design of fire resistance for connections 
in mass timber construction, where the timber elements are exposed to a 
standard fire. Connections in timber can be the weakest part of the build- 
ing structure, as opposed to steel and concrete where connections are often 
designed to be stronger. For a connection to resist the impact of fire, a con- 
nection needs to be designed and constructed to provide the required fire 
resistance period, which may dictate beam and floor cross-sectional dimen- 
sions, especially for engineered wood products. 

To achieve fire resistance for a load-bearing timber connection, there are 
three general approaches: 


* For minimal levels of fire resistance where the timber is exposed to a 
fire, the connector is fully or partly concealed by the timber, including 
metallic plates, screws, bolts or dowels. 

• Where a fire resistance of more than 30 minutes is required, and the 
timber is exposed to a fire, the connector is to be fully concealed by 
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the timber, so that no metallic part of the connector is exposed to the 
heat of the fire. 

• The connection is fully encapsulated within a board system (typically 
non-combustible) or additional timber, so the connection and the sur- 
rounding structure are not exposed to the fire to provide the required 
fire resistance. 


In some situations, a combination of methods may be required such as part 
concealment by timber and encapsulation with insulating boards, to take 
into account complex junctions, construction tolerances and installation 
needs. 

Some standards such as EN 1995-1-2 (2004) provide design methods for 
a limited range of timber connections exposed to fire. Connection solu- 
tions stating a fire resistance need to be supported through verification by 
an accepted standard, or by first principles analysis, or fire test data, or 
advanced simulations. 

This chapter primarily addresses connections in glulam members and 
CLT panels. Connections in sawn timber, LVL or other engineered timber 
members are not addressed directly, though their performance would be 
similar to the performance of glulam member connections in fire. It primar- 
ily focuses on connectors that are typically used in modern mass timber 
construction. 


8.2 OVERVIEW OF BEAM-TO-COLUMN 
CONNECTION TYPOLOGIES 


Timber connectors may be metallic, adhesive or timber. Connectors 
with adhesives are currently rarely used due to the difficulty of on-site 
construction and quality control. Connectors using only timber have a 
long history of use but are less popular in modern buildings. Metallic 
connectors are preferred for modern timber buildings as they can be 
custom designed to suit a particular project, and they typically fail in a 
ductile manner. 

Where metallic connectors are exposed to the heat of a fire, they will 
readily conduct heat into the connected timber members and this can lead 
to increased localised charring and reduction in strength of the timber close 
to the connection, leading to a premature failure. Thus, the design of metal- 
lic connectors requires high attention to detail. 


8.2.1 Timber-to-timber connections 


Timber-to-timber connectors come in a wide variety of forms and includes 
timber dowels, timber cut-outs, intricate joinery and timber-to-timber 
bearing. Traditional timber buildings constructed through the 1800s and 
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Figure 8.1 Heavy timber beam-to-column connections. (a) With cast iron capital (image 
DeStefano & Chamberlain). b) Beam bearing on column connection (image 
David Barber). 


into the early 1900s predominantly used timber-to-timber bearing connec- 
tions due to their simplicity and inherent fire resistance (DeStefano, 2020) 
(see Figure 8.1). Timber connectors used in Japanese construction for cen- 
turies have influenced timber construction up to the modern day (Sato et 
al., 2000) (see Figure 8.2a). 

Modern connectors bear one timber surface onto another, often seen 
as a beam bearing on a column (see Figure 8.2b). Another common ver- 
sion is a beam passing through a column and bearing directly on the 
column (see Figure 8.2c and d). Traditional dovetail timber-to-timber 
connections are also still in use (see Figure 8.3a). Many timber-to-timber 
connectors are inherently fire resistant due to the properties of the tim- 
ber, but there are only a limited number of connectors that have been 
tested for their fire resistance and there is limited research on their per- 
formance in fire. 


8.2.2 External metallic plates 


External metallic plates, typically steel, are preferred for low-rise construc- 
tion where the required structural fire resistance may be minimal (less than 
15 minutes of fire resistance), or the connection deemed acceptable for use. 
These types of connectors are relatively easy to prefabricate and construct 
and can be an architectural feature for a building (see Figure 8.3b). As the 
steel plates and interfacing timber may have a low inherent fire resistance 
when exposed to fire, these types of connectors cannot be used where a 
building requires a substantive fire resistance rating (more than 30 min- 
utes), unless the connector and surrounding timber is protected from fire 
exposure by fire-rated boards or additional timber to the timber part. 
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Figure 8.2 Timber-to-timber beam-to-column connections. (a) Tamedia House, Shigeru 
Ban Architecture. (b) Beam bearing on glulam column. (c) Two-way glulam 
beams bearing on glulam column. (d) Glulam beam passing through column 
(all images David Barber). 


8.2.3 Embedded metal plates 


For large timber structures, where the connectors carry significant gravity 
or lateral forces, a centrally embedded steel plate (^knife-plate") combined 
with dowels or bolts to connect the timber member to the metal plate can be 
used (see Figure 8.4a and b). Beam-to-column and column-to-column con- 
nections in modern timber buildings use embedded plates as they are rela- 
tively easy to design, detail and construct, given they are based on a similar 
design principle as for steel construction. The connectors can also achieve 
fire resistance due to the timber providing protection to the steel plate, pro- 
vided the dowels or bolts are also protected from fire. Some steel plate con- 
nectors may be partially concealed, as shown in Figure 8.4b, where the base 
plate will be exposed, though fire resistance is reduced. 
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Figure 8.3 Beam end connections. (a) Timber-to-timber dovetail connection (image 
DeStefano & Chamberlain). (b) Exposed steel plate bucket-type connectors 
(image David Barber). 


Figure 8.4 Embedded metal knife—plate connections. (a) Partially concealed knife— 
plate connection (image Dora Kaouki for DPR Construction). (b) Partially 
concealed knife—plate connection with exposed bolts (image DeStefano & 
Chamberlain). 


8.2.4 Fully concealed connectors 


Common connectors preferred by contractors and many designers are the 
two-part metallic connector (similar to dovetail connections used in tradi- 
tional timber frame construction). These connectors are made up of two 
metallic parts, steel or aluminium, with each half being pre-installed to 
the beam or column and then connected together at the construction site 
(see Figure 8.5). These connectors are preferred structurally as they can 
resist high gravity loads and will exhibit a ductile failure mode. Column-to- 
column connections may also comprise a fully concealed connector. 

Another type of concealed connector can be constructed through the 
welding of metal plates to form an internal bearing connector. These con- 
nectors may be designed specifically for a project or are proprietary to a 
supplier (see Figure 8.6). 
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Figure 8.5 Fully concealed two-part metallic connectors: (a) installed on beam end; (b) 
installed on column face (images David Barber, with permission Simpson 
StrongTie). (c and d) Connection being installed on-site (images Arup). (e) 
Installed connector for glulam beam-to-column connection. (f) Multiple two- 
part metallic concealed connectors installed on glulam beams (images David 
Barber). 
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Figure 8.6 Fully concealed steel bearing plate connector: (a) beam being lowered onto 
the connector with timber base block pre-installed; (b) completed on-site 
(images David Barber). 


Figure 8.7 (a) CLT half-lap connection. (b) CLT single-surface spline connection (images 
David Barber). 


8.3 MASS TIMBER PANEL CONNECTION 
TYPOLOGIES 


8.3.1 Panel-to-panel: spline, half-lap 


Mass timber panels, such as CLT, are connected by a variety of different 
solutions, with a half-lap and single-surface spline being the most common 
in construction (see Figure 8.7a and b). Each CLT manufacturer usually 
specifies a panel-to-panel connection for use with their panels that achieves 
a fire resistance proven through standardised fire testing. Some wall panel 
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connections may not be load-bearing with fire resistance for separation 
only required. 


8.3.2 Panel-to-panel hold-down connections 


Connections are also required to CLT panels to resist lateral loading within 
a building. These types of connections may be steel plates exposed on the 
surface of the CLT, concealed within the CLT or located to the sides of the 
panels. Figure 8.8a shows a steel knife-plate connection between upper 
and lower CLT walls, and only the dowel ends are visible and exposed to 
fire. Figure 8.8b shows exposed hold-down brackets for CLT walls. These 
hold-down brackets may not need to achieve a fire resistance if the local 
building code does not require design for extreme lateral loads at the same 
time as a fire. These hold-down connectors do need to be assessed to deter- 
mine if they are detrimental to the overall panel structural or separation 
fire resistance. 


Figure 8.8 CLT wall and floor connections. (a) Concealed steel knife-plate connection 
between upper and lower CLT walls (image Andy Buchanan). (b) Base plate 
connection for CLT wall (image David Barber). (c) Steel angle ledger support- 
ing CLT floor (image David Barber). (d) Alternative method for CLT floor 
supported on a steel angle ledger (image courtesy of the US Forest Service, 
Forest Products Laboratory). 


286 David Barber et al. 


8.3.3 CLT wall-to-floor panel connections 


Where a building uses CLT for both floors and walls, there will be panel- 
to-panel corner connections. Where the floors bear directly on the walls 
(platform framing), the load transfer from the floor to the wall is by direct 
bearing on the top of the wall. Screws are provided to ensure connectivity 
between wall and floor panels. The fire resistance of the wall-to-floor con- 
nection needs to be determined based on the reduction in cross-section of 
both the wall and floor panels. 

Where CLT panels connect into walls (balloon framing), the connection 
is often a timber ledger or a steel angle ledger (see Figure 8.8c and d). The 
ledger needs to be designed to provide a fire resistance rating to support 
the floor and to also prevent passage of heat and flame between floors, 
where the floor acts as a fire separation. A timber ledger must be designed 
to ensure that the uncharred timber of the residual cross-section can sup- 
port the design load for the required fire resistance period. The steel angle 
must be protected to ensure that there is no bending failure of the bottom 
flange, or failure of the fasteners connecting the angle into the supporting 
timber wall. 


8.3.4 Hybrid CLT floor to structural steel frame 


A common form of construction is a “hybrid” steel frame building with 
CLT floors. This type of construction utilises screws to connect the top 
flange of the steel beam to the CLT floor (see Figure 8.9a). Where the build- 
ing structure requires fire resistance, the steel beam will need to be pro- 
tected. The fire resistance of the beam and floor needs to be assessed for 
screw resistance under heating, where the steel beam relies on the top flange 
for lateral buckling restraint (Barber et al., 2021). The steel section can still 
conduct heat into the supported CLT and weaken the screw resistance, even 
when protected with intumescent paint or fire-rated board. 


Figure 8.9 (a) Hybrid construction with CLT floors supported on steel beam connected 
with regularly spaced screws. (b) Steel plate bucket connection supporting a 
glulam beam (images David Barber). 
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Where a connector fabricated from steel plate is used to connect timber 
(see Figure 8.9b), the connection needs to be fire-protected to ensure that 
the elevated temperatures of the steel plates and the fasteners into the tim- 
ber do not result in structural failure. Intumescent paint may not be an 
option (see Section 8.7.3). 


8.4 ELEVATED TEMPERATURES IN 
TIMBER CONNECTIONS 


8.4.1 Review of fire testing results 


Published research on fire testing of timber connections is primarily based 
on glulam, LVL or solid timber members. There are numerous fire tests or 
elevated temperature tests on simple tension connectors, where a knife- 
plate (or similar) connection is exposed to an elevated temperature and a 
tension force induced (Maraveas et al., 2013; Audebert et al., 2019). These 
types of tests are relatively easy to perform, but may not provide all infor- 
mation needed for building design as they are not replicating typical shear 
and bending forces. Audebert et al. (2014) have shown that differing ten- 
sile configurations can represent worse-case loading conditions. Fire tests 
on glulam connectors subject to forces that replicate actual building situa- 
tions (bending and shear) are limited, due to the loading and furnace set-up 
required (Erchinger et al., 2010; Peng et al., 2012; Boadi, 2015; Palma et 
al., 2016; Palma and Frangi, 2016; Okunrounmu et al., 2020). 

Fire testing has shown that the fire resistance of a connection is signifi- 
cantly reduced where there are metallic elements exposed to the fire, such 
as dowels, bolts or plates (Audebert et al., 2013; Maraveas et al., 2013; 
Palma et al., 2016). The fire-exposed surfaces of any metallic dowels, bolts 
or plates will heat up and conduct heat to the rest of the metallic compo- 
nents and increase the temperature of any timber that is in direct contact, 
reducing the strength of the timber member. Concealing the metallic com- 
ponents of a connector so that they are not exposed to a fire, and cannot 
directly transfer heat into the timber, greatly improves the resultant fire 
resistance. Fully concealed two-part or steel plate connections typically 
have the best fire performance (Audebert et al., 2019; 2020; Palma et 
al., 2016; Barber, 2017). Single exposed screws have been shown to have 
little influence on connection fire resistance (Hofman, 2016; Létourneau- 
Gagnon et al., 2021). 

Existing published fire test information is predominately limited to 
smaller timber members, tested to the standard time-temperature curve, 
often between 30 and 60 minutes. There are few published standard fire 
tests taken beyond 60 minutes, using timber members that would be seen in 
actual multi-storey buildings (Carling, 1989; Maraveas et al., 2013; Palma 
et al., 2016; Barber, 2017, Brandon et al., 2019), see Figure 8.10. 
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Figure 8.10 Fire test of a fully concealed steel plate connector between a glulam beam 
and column. (a) During testing. (b) Being lifted out of the furnace after the 
test (Image David Barber). 


8.4.2 Charring in connections 


Where metallic components of the connection are exposed to the fire, char- 
ring rates at the connection will be higher than other parts of the tim- 
ber member. Figure 8.11 shows temperatures through a connection at 30 
minutes of standard fire exposure, with 0 mm being the outer beam edge 
exposed to fire and 80 mm being inside the connection. This shows that at 
approximately 35 mm distance from the fire face, the insulating properties 
of the timber result in near ambient temperature, whereas the steel dowel 
and bolt retain their elevated temperatures through the connection, thereby 
inducing higher local char rates (see also Peng et al. (2011), Maraveas et al. 
(2013) and Ali (2016)). 


8.4.3 Influence of applied load 


The thermal impact that occurs in timber connections exposed to fire 
change the material response of the connection components. Therefore, the 
load-carrying mechanisms in timber connections in fire can be different 
to those at ambient temperatures. For a beam connected to a column by 
a knife-plate or fully concealed connector, the forces induced by applied 
gravity loads are transferred into the column through shear. Where a tim- 
ber beam bears directly on a timber column, both the beam and column 
undergo compressive forces. 

For a beam-to-column knife-plate connector as an example, there is a 
rectangular volume of timber surrounding the connector that has suffi- 
cient strength and stiffness to allow the transfer of forces from the beam, 
through the dowels, into the steel knife-plate and then into the base plate at 
the column. The required member size can be determined at ambient tem- 
peratures and is influenced by the mechanical properties of the timber, the 
contact area of the bolts or dowels and their yield strength and embedment 
strength (Peng, 2010; Palma et al., 2016; Palma and Frangi, 2016; Audebert 
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Figure 8.11 Temperatures through a connection. (a) Image of the tested connection (160 
mm x 292 mm glulam with 20 mm fasteners). (b) Temperatures in the tim- 
ber, a bolt and dowel after 30 minutes of standard fire exposure (Audebert 
et al., 2011). 


et al., 2020). As the member size reduces due to cross-sectional charring, 
the stresses induced in the timber increase, leading to greater deflections. 
The failure process is further exacerbated by the temperature of the timber 
increasing ahead of the char layer reducing the stiffness of that timber. Any 
metallic components that become exposed to the increasing temperatures 
conduct heat into the timber, further reducing strength. Where screw fas- 
teners are fully exposed to elevated temperatures, they will exhibit a signifi- 
cant reduction in strength and stiffness, changing their yield mode (when 
compared with ambient conditions). Therefore, the ability of the timber 
connection to resist the applied forces under fire conditions reduces quickly 
as the char front approaches the metallic connectors. This is observed in 
fire tests where fire resistance is influenced by the applied load and a lower 
applied load will improve fire resistance, over a higher loaded connection. 
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Figure 8.12 Reducing fire resistance with increasing applied load ratio (Maraveas et al., 
2013). 


The influence of load on connection failure has been recorded by sev- 
eral researchers, who have reported on the reduction in capacity under fire, 
with increasing load (Moss et al., 2010; Peng et al., 2011; Maraveas et al., 
2013; Ali, 2016; Palma et al., 2016; Audebert et al., 2019). This is directly 
related to the reduction in strength of timber, regardless of connection type 
(see Figure 8.12). Peng et al. (2012) noted that a reduction in the ultimate 
applied load (load ratio) from 30% to 10% led to increased fire resistance 
of 7 minutes and up to 20 minutes, depending on the connection type. EN 
1995-1-2 also recognises the reduction in connection capacity under fire 
and has a correlation that can be used to estimate this reduction. Given 
the link between load ratio and resultant fire resistance, any verification 
method for fire resistance must account for the influence of the applied 
load, where the connector is not kept at ambient temperature throughout 
the required fire duration. 


8.4.4 Loss of strength behind the char layer: 
influence of thermal penetration depth 


Accounting for the loss of strength in the timber directly behind the char 
layer is important for fully concealed connectors, given the elevated tem- 
perature profile directly behind the char layer in timber. For a connection 
to retain sufficient capacity for the duration of the fire, the connection must 
have adequate strength to prevent fastener pull-out or embedment failure 
(Frangi and Fontana, 2003; Cachim and Franssen, 2009; Schmid et al., 
2014). Connector capacity is normally assessed based on ambient tempera- 
ture and full-strength timber. Thus, analysis of a connector exposed to fire 
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Figure 8.13 (a) Timber strength properties with increasing temperature parallel to the 
grain, for softwood, from EN 1995-1-2. (b) Temperature variation in tim- 
ber behind the char layer with a short-duration standard fire exposure, for 
glulam (Konig and Walleij, 1999). 


where the full-strength of the timber and connector capacity is assumed 
must be based on determining the location of ambient temperature timber. 
Therefore, thermal penetration depth must be accounted for. 

To determine where the timber strength will reduce below a critical value 
requires an understanding of the temperature profile of the timber behind 
the char layer. The effective mechanical properties of timber exposed to 
fire are such that at 100°C, the tensile strength has been reduced by 35% 
and the compressive strength by 75% (see Figure 8.13a). It should be noted 
that those values are effective material properties for standard fire expo- 
sure of timber members and do not predict the material performance when 
exposed to constant elevated temperature. Once timber has reached 300°C, 
the charring process is complete, and the charred timber has lost all of its 
strength and stiffness. 

The thermal properties of timber dictate the depth of thermal penetra- 
tion and show that elevated temperatures will occur over a depth of about 
35 mm ahead of the char front, as shown in Figure 8.13b. Any timber at a 
depth of more than 35 mm below the calculated char line can be assumed to 
be at ambient temperature, when exposed to a standard fire of 90-minutes 
duration when a glueline integrity failure can be disregarded (Kénig and 
Walleij, 1999, Frangi and Fontana, 2003, Friquin, 2010, White, 2016). A 
method to assess thermal penetration depth as a function of time has been 
developed by Frangi and Fontana (2003), see Equation 8.1. 

The temperature at any depth inside a timber member, when exposed to 
the standard fire, can be calculated as follows: 


T (x)= 20+180(B -t/x)* < 300С 


a (t) = 0.025t+ 1.75 (8.1) 
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where 
T(x) =temperature at depth (x) °С 
f = сһаг rate (mm/minute) 
х =depth (mm) 
t= time (minutes) 


The reduction in strength behind the char layer due to increased tem- 
perature may need to be accounted for in connection design, especially for 
fully concealed connectors such as two-part metallic connectors. Where the 
connector and/or screw groupings have minimal timber cover, the thermal 
penetration depth behind the char can influence the connector capacity, 
given the screws are located in weakening timber. 


8.4.5 Fire severity 


Fire testing for timber connections has primarily focused on exposure to 
standard fires and therefore published assessment methodologies to deter- 
mine fire resistance are also based on standard fire exposure. There are 
published fire experiments with timber connections exposed to physically 
based (natural) fires, typically CLT. There are few published fire exper- 
iments that include glulam beams and columns, and these are also not 
loaded (Boadi, 2015; Zelinka et al., 2018). This is an area for further 
research to determine if and to what extent timber connectors differ in per- 
formance when exposed to standard and physically based fires, especially 
under load. Where a building design uses a performance-based approach 
and includes the use of a physically based design fire, the calculation meth- 
odology to assess connection fire resistance will need to take account of 
the differences in fire severity (see Chapter 3). This is also important to 
consider for hybrid buildings with a steel structure that supports CLT floor 
panels. 


8.5 DESIGN FOR FIRE RESISTANCE 


The available methods for fire resistance design of connectors are limited 
in practice since the majority of research and engineering correlations to 
predict fire resistance are based on non-proprietary connectors, such as a 
knife-plate connector for a glulam beam-to-column connection. This is in 
contrast to the mass timber design and construction marketplace that pre- 
fer to use proprietary connectors, such as the two-part metallic connectors 
for a glulam beam-to-column connection. Proprietary connectors have sig- 
nificantly less published data available from fire test results and in-depth 
research on failure modes. Hence, guidance on achieving fire resistance is 
more focused on non-proprietary connectors, with guidance on proprietary 
connectors being more general and conservative in approach. 
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8.5.1 Failure modes 


For the more commonly used timber connections exposed to fire, failure is 
typically due to the following actions: 


• For a timber-bearing connection or fully concealed connection, the 
residual cross-section and weakened timber ahead of the char may 
be unable to resist the stresses induced in the timber interfacing 
with the fasteners and connector, resulting in failure by excessive 
deflections. 

• Fora knife—plate connection, the residual cross-section and weakened 
timber ahead of the char may be unable to resist the stresses induced 
in the timber interfacing with the bolts or dowels. Failure is exacer- 
bated where the bolts, dowels or knife-plate are exposed to the fire, 
therefore increasing the heat transfer into the timber. 

• In CLT floors, the reducing cross-sectional area can induce deflections 
that open up the panel-to-panel connection, causing integrity failure 
and eventually loss of structural capacity. In walls, the cross-sectional 
area reduction to one side leads to eccentric loading, inducing bending 
that in turn can lead to failure at the panel-to-panel joint. 


For most connections, three separate but related assessments need to be 
made to determine fire resistance and failure: 


1. The reduction in cross-sectional area due to charring. 

2. The reduction in strength behind the char layer through thermal 
penetration. 

3. The impact of thermal transfer from exposed metallic components of 
the connector into the timber member. 


8.5.2 Beam-to-column bearing connections 


A common form of beam-to-column connection is where the beam trans- 
fers forces from the floor into a cut-out provided at the column, or directly 
onto the column, placing significant compressive forces into the areas of 
contact. Screws are commonly used to provide stability. 

Bearing connections need to be designed to account for not just the reduc- 
ing cross-section due to charring, but also the thermal penetration depth 
behind the char, given the reduction in timber strength at temperatures 
below 100°C. The key issue to assess with this type of connection is the 
relative weakness of timber in compression both parallel and perpendicular 
to the grain, with small increases in temperature. These types of connec- 
tions are also prone to higher deflections due to heat-induced compression 
at the contact zone (see Figure 8.14). A beam bearing on a column will need 
to consider the following: 
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Figure 8.14 Base of a glulam beam after a standard fire test on a bearing connection. (а) 
The beam end and the area in contact with the bearing area of the column. 
(b) The reduction in glulam ply thickness at the base of the beam, where it is 
in contact with the column, due to heat-induced compression (images David 
Barber). 


• The beam cross-section will reduce under fire exposure to all sides 
and the forces to be transferred into the bearing area need to be based 
on the residual cross-section. The same applies for the column bearing 
area, as the column will also reduce in cross-section. 

• The bearing area required needs to be based on the applied load, 
accounting for any load reductions in the fire case (where applicable) 
and any factors relating to strength reduction for the timber under fire 
exposure. 

• The bearing area needs to account for the thermal penetration depth, 
given that the compressive strength of timber, both perpendicular and 
parallel to the grain, reduces with increasing temperature. The com- 
pressive strength is very sensitive to temperature (Frangi and Fontana, 
2003). 

• Ifthe beam is exposed to a longer fire, such as 90 ог 120-minute expo- 
sure, the beam may displace due to compressive forces at the bearing 
face. As heat from the fire is conducted into the timber, the reduction 
in timber strength results in compression of the heat-impacted fibres. 
This deflection needs to be accounted for in the design, at both the 
beam and column bearing area, to determine if it can influence failure. 
A continuous floor system may lessen the impact of this deflection. 
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8.5.3 Beam-to-column knife-plate connectors 


Steel knife-plate connectors concealed within timber can perform well, 
provided the connector is designed appropriately with the correct edge dis- 
tances, and the bolts or dowels are also protected. The failure mode is a 
deformation as a result of thermal degradation of the timber in contact with 
the fastener. This embedment failure is due to the reduction in compres- 
sive strength of the timber and hence a reduction in shear resistance of the 
dowel or bolt (Erchinger et al., 2010; Audebert et al., 2011; Maraveas et 
al., 2013; Palma et al., 2014; Palma, 2016; Audebert et al., 2019). Yielding 
of the dowel or bolt can also occur in combination with the embedment 
failure, due to heating. Embedment failure is first seen through increased 
ovalisation at the dowels or bolt holes, which occurs both parallel and per- 
pendicular to the grain (see Figure 8.152). 

The change in embedment strength with temperature has been measured 
by a number of researchers (Norén, 1996; Moss et al., 2010). For timber 
heated to 150°C, the embedment strength reduces by 40-60% in compari- 
son to ambient (see Figure 8.15b). The embedment failure is a plastic failure 
and hence a desired mode and needs to be accounted for in connection 
design. Much of the research has been on ovenheated specimens, where the 
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Figure 8.15 (a) Embedding failure in heated bolts (Lau 2006). (b) Reduction in embed- 
ment strength with increasing temperatures (from Norén [1996] and Moss 
et al. [2010]), with the differing correlations matching tests with bolts or 
screws (Maraveas et al., 2013). 
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moisture field and thermal loading duration do not match the conditions 
in a fire exposure. More research is needed on embedment strength in fire 
conditions. 

For engineering design, it is important to provide the residual timber 
with the minimum edge, and end distances required for ambient tempera- 
ture design, taking into account the depth of charring, thermal penetration 
depth and the elongation of the holes, as shown in Figure 8.15a. Testing 
has shown that cover distance to the steel knife-plate on all sides and the 
protection to the dowels or bolts has the most influence on fire resistance 
(Erchinger et al., 2010; Audebert et al., 2011; Maraveas et al., 2013; Palma 
et al., 2016; Audebert et al., 2019). In general, the greater the edge and end 
distances, and the greater the fastener spacing, the better the fire resistance 
(Cachim and Franssen, 2009; Khelifa et al., 2014; Owusu et al., 2019; 
Létourneau-Gagnon et al., 2021). 

A knife-plate connector should be designed based on the following 
parameters: 


* The use of bolts has a more negative impact on the fire resistance 
of the connection, compared with dowels. The primary causes are 
the bolt head, washer and shaft protruding outside the timber that 
will increase the amount of heat conducted into the timber member, 
compared with a dowel. Bolts can heat up twice as fast as dowels, 
directly impacting the structural fire resistance, hence dowels are 
preferred. 

* The layout of dowels or bolts has been shown to have little effect on 
the fire resistance of a connection (see references above). The diam- 
eter of dowels or bolts does influence fire resistance. As with ambi- 
ent design of timber connections, a larger number of small-diameter 
dowels perform better than a small number of large-diameter dowels. 

• Where dowels are used, these should be recessed into the timber mem- 
ber so that timber plugs can be located over the ends and protect the 
dowels from the heat of the fire. At a minimum, the plug depth should 
be based on the timber protection method (see Section 8.8) and not 
based on minimum char depth, to standard fire exposure. 

* Where additional timber is used to wrap a connection, the depth of 
additional timber should be assessed based on the expected cross- 
section reduction due to charring from standard fire exposure and 
include for thermal penetration. Screws to secure the additional tim- 
ber are to be located away from the dowels and, where possible, the 
knife-plate. 


Methods to assess the fire resistance of concealed steel plates are provided 
within EN 1995-1-2, with correlations for both dowels and bolts. The meth- 
ods are applicable up to 60 minutes of standard fire resistance. Empirical 
correlations have also been published by Audebert et al. (2020), based on 
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multiple years of fire testing. It should also be noted that prEN 1995-1-2 
(2021) contains fire design verification methods for 90 and 120 minutes of 
fire resistance. 


8.5.4 Charring localised to screws 


To improve timber capacity, connections can be reinforced with self- 
drilling (self-tapping) screws. For example, screws are typically located 
perpendicular to the grain where a glulam beam bears onto a column to 
improve compressive strength. Ambient temperature testing has shown 
that the screw reinforcement increases both the load-carrying capacity and 
the ductility. 

Research on screws exposed to fire has shown that charring around 
screw heads can penetrate 20-30 mm down the shaft and the screws have 
been shown to not detrimentally influence the fire resistance, provided they 
are well spaced apart (Hofmann et al., 2016; Petrycki and Salem, 2019; 
Létourneau-Gagnon et al., 2021). Of importance is that pull-out resistance 
can reduce where the whole length of the screw is heated. Where tempera- 
tures in the screw shaft are over 100°C, the pull-out resistance reduces 
by up to 50% (Hofmann et al., 2016; Létourneau-Gagnon et al., 2021). 
For axially loaded screws that are exposed to fire, EN 1995-1-2 provides 
methods to determine the reduced capacity of the screw when exposed to a 
standard fire. If such reinforced screws are not active in case of fire, only the 
additional charring in those areas should be considered for the verification 
of the timber member. 


8.5.5 Glued-in dowels and rods 


Where steel dowels or threaded rods are *glued-in," an epoxy adhesive is 
used to fill the gap around a dowel in an oversized hole in the wood. Using 
adhesives on-site can be difficult to perform and can result in inconsistent 
quality (Fragiacomo and Batchelar, 2012a, b). Fire resistance of glued-in 
dowel and rod connections has been studied by various researchers. Some 
epoxies can transition at temperatures near 60°C and start to lose strength 
(Buchanan and Barber, 1996; Harris, 2004; Di Maria et al., 2017). Other 
types of glue adhesives may perform differently. 

Designing glued-in dowels and rods requires a detailed understanding of 
thermal penetration depth and behaviour of the adhesive being used at fire 
temperatures, due to their sensitivity to temperature. The design needs to 
be based on good detailing to avoid high temperatures in the steel dowels 
or rods where they are bolted into exposed steel plates. The dowels or rods 
also need to have sufficient cover distance between the exposed surface and 
the adhesive such that the adhesive is at ambient temperature at the rods, if 
no further information on the fire performance of the adhesive is available 
from the manufacturer. 
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8.6 CLT PANEL-TO-PANEL CONNECTIONS 


When a mass timber wall or floor is required to provide fire resistance, 
the panel has to provide load-carrying capacity and a separating function. 
CLT panel-to-panel connections are the weak point for a CLT panel system 
when exposed to fire. These connections can fail through integrity under 
fire resistance testing (Werther et al., 2016; Dagenais, 2016; Klippel and 
Just, 2018). The integrity failure modes for CLT panel-to-panel half-lap and 
single-surface spline connections are similar. 

The first mode of failure is deflection-based and occurs for both half- 
lap and spline connections, where deflections create gaps at the connection 
that induce faster charring (see Figures 8.16 and 8.17). A similar situation 
occurs for wall joints where the loss of cross-section induces eccentricity 
into the wall and deflections at the connections (typically to a lesser extent 
than for floors). 

The second mode of failure occurs by a loss of integrity at the connection 
due to hot gases being able to pass through the connection. Once hot gases 
can pass from the fire side to the cold side, the path quickly increases in area 
and results in flaming on the cold side. 


Figure 8.16 CLT floor panel connection after a standard fire test. (a) Increased charring 
at the spline connection, due to the deflection after a 120-minute test. (b) 
Increased charring at a half-lap after a 60-minute test (image David Barber). 


Figure 8.17 Sketch and post-fire test images of two differing timber panel connections. 
The joints were not airtight and rapid charring occurred (image Michael 
Klippel). 
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8.6.1 Design for fire resistance 


A CLT connection must be properly detailed and sealed to prevent any 
convective flow through the joint, which may lead to localised increased 
charring in the joint. This can be achieved by fire resistance-rated caulking 
or sealant within the connection or construction adhesive tape to the top 
side of the connection. Other improvements can include a concrete topping 
slab or regularly screwed cladding to the top side, such as plywood or OSB 
(Werther et al., 2016; Klippel and Just, 2018). In some situations, the veri- 
fication of fire resistance is required from the top side of a CLT floor panel, 
in addition to the verification from the underside, and the position and type 
of caulking or sealants will require further consideration. 

For floor assemblies exposed to fire from underneath, the lap joint or sur- 
face spline should be positioned away from the fire-exposed side, without 
compromising the resistance of the lateral load resisting system. The same 
principle is recommended for a wall exposed to fire from one side only, 
with the lap joint or spline positioned away from the fire-exposed surface. 
For wall assemblies required to provide fire resistance from a fire occurring 
from either side, such as for interior walls and some exterior walls, a sym- 
metrical joint detail should be used. 

There are no methods currently available to predict or calculate the fire 
resistance rating of a CLT connection, based on applied load and expo- 
sure to a standard fire (load bearing, integrity and insulation). A method 
to determine the integrity and insulation of a CLT spline or splice connec- 
tion has been developed by FPInnovations based on empirical fire testing 
(Dagenais, 2016). This method notes the importance of CLT coverings to 
the non-fire side for achieving both integrity and insulation. As the fire 
resistance of CLT panel-to-panel connections is strongly linked to the load 
applied, the fire resistance for CLT connections can only be accurately dem- 
onstrated through empirical fire testing. As cross-sectional area reduces, 
deflections will typically govern the connection resilience under a standard 
fire and determine actual fire resistance. 


8.7 CONNECTIONS WITH ADDITIONAL 
FIRE PROTECTION 


8.7.1 Protection with fire-rated board systems 


Connectors can be protected from the impact of fire through protection 
with non-combustible or low-heat conductivity board systems, used to 
prevent heat transfer into the timber and connector. The most commonly 
used protection material is fire-rated gypsum board, though other boards 
or non-combustible coverings can be suitable. The board system includes 
the thickness of boards, support structure, fixings, spacing of fixings and 
any required gap sealants. The most common use is where the connector 
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has minimal timber protection, or the connector is located on the exterior 
of the beam and column (see Figure 8.18). 

The thickness and type of protection cannot be taken from a supplier 
based on protecting other structural materials, such as a steel member, or 
providing a fire resistance rating to a light frame wall. Fire resistance tests 
for other structural materials, such as a steel beam, will be based on a pass- 
or-fail criterion for the steel member in the range of 550-580°C and hence 
the board solution may not be appropriate for a timber connection given 
it may need to be kept below a temperature between 150°C and 300°C. 
Thus, when using a protective board system, the temperature behind the 
layers of board must be known, for the duration of standard fire exposure. 
Once the temperature profile for the protection is known, the connection 
can be designed to account for that temperature rise (Fonseca et al., 2020). 
Information on protection to mass timber by fire-rated gypsum board can 
be found within Technical Report 10 (AWC, 2021), CSA O86 (2019) and 
EN 1995-1-2. 

Protection by boards must also be well detailed at all joints, including 
between the boards and more importantly, where the boards meet the tim- 
ber. Most vulnerable is where the board protection stops and there is fire- 
exposed timber, that will get reduced in cross-section, but the fire-rated 
board will remain almost dimensionally unchanged. With increasing fire 
exposure, the gap between the board and the timber will increase as the 


Figure 8.18 Connector encapsulation. (a) Glulam beam with externally located steel 
connection enclosed with first layer of encapsulation for fire protection. 
(b) Glulam beam connected to a steel beam protected with encapsulation 
(images David Barber). 
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timber cross-section reduces and can fail the connection through integrity. 
Detailing solutions to prevent this ingress of heat include the following: 


• Using a high expansion intumescing seal at the board-to-timber 
interface 

• Providing support for the protective board system to prevent an inter- 
face gap from opening up. For example, using a timber member (typi- 
cally 75-150 mm deep) screwed to the glulam member and return the 
board protection around this small member. 


8.7.2 Protection using timber 


Additional timber can be used to protect connections using the inherent 
thermal insulative properties. Using timber to provide insulation to an 
already protected concealed connection or partially protected connection 
is a common methodology, given it is a simple application and has archi- 
tectural acceptance. To date, this type of timber connection protection has 
had little research and testing to assist practitioners. Where additional tim- 
ber is used to provide protection, detailing needs to ensure the timber will 
remain in place for the required fire exposure time and that any gaps are 
well-sealed to prevent fire ingress and ineffective protection. 

To assist designers, methods to estimate the fire resistance by timber pro- 
tection have been published in Technical Report 10 (AWC 2021) and EN 
1995-1-2. The Technical Report 10 methodology for timber protection is 
based on a number of tests on timber “rim” boards, with correction fac- 
tors required for single solid members accounting for the increased char- 
ring where a member chars through its full depth. The method is shown in 
Equation 8.2 and is valid up to 120 minutes of standard fire exposure for 
solid timber (sawn, glulam): 


t; = k,60(d, / звл) > (8.2) 


where 
t, = protection time (minutes) 
d,=thickness of protective timber member (mm) 
k,,=0.85 where one protective layer (board) is used, otherwise = 1.0 


The methodology in EN 1995-1-2 (see Chapter 6) is protection of the 
connection by one or serval layers of timber, with assessment correlations 
provided. The detailing of fixings is also included in EN 1995-1-2 (see 
Chapter 7). These methods are valid up to 60 minutes of standard fire 
exposure. prEN 1995-1-2: 2021 includes similar information for up to 120 
minutes. 
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8.7.3 Protection using intumescent paint 


A common question in the structural fire design community is if external 
steel plates with bolts or dowels for a timber connection can be provided 
with intumescent paint on all metal surfaces to provide the fire resistance. 
Unfortunately, using intumescent paint will only provide a limited improve- 
ment in the connection’s fire resistance. The weak point of the connection 
is the timber that is exposed to the fire, which does not have any significant 
improvement, from intumescent paint protection on the steel. The design 
issues to consider are as follows: 


• Most intumescent paints do not swell and activate until they reach a 
temperature of 200°C and may not be fully active to protect the steel 
until 300-350°С. Ву the time the paint is protecting the steel, the tim- 
ber in contact with the steel is already starting to char and is reducing 
in capacity. 

• Even when the intumescent paint is fully expanded and active, the 
paint usually limits the steel temperature to about 500-550°C. At this 
temperature, the timber in contact with steel has charred and there is 
direct heat transfer into the timber through the steel dowels, bolts or 
plates. 

* Suppliers of intumescent paint may have little knowledge of the 
required timber performance and temperature protection required by 
their products when applied to steel plates or fasteners in contact with 
timber. 

* Failure of the intumescent-painted steel connection will occur through 
two processes — loss of cross-sectional area of the surrounding timber 
by charring; and loss of strength of timber through heating by the 
steel elements in direct contact with it. 


Furthermore, there is very little research in this area and fire testing has 
shown that when a connection with external steel plates is coated with intu- 
mescent paint, there is only a small improvement in fire resistance, in the 
order of 10-30% when exposed to a standard fire (Frangi et al., 2009; Lau, 
2006; Peng et al., 2012). Peng also noted that adhesion issues with the paint 
could occur during testing, with edges of the steel plates exposed. 


8.7.4 Timber-to-steel connections 


Careful design must occur where a timber member is connected into a 
steel structure, for example, a glulam beam connecting to a structural 
steel column or a glulam beam connecting to a steel beam. These types 
of connections are difficult to design for fire resistance as the fire-resistant 
protection for the steel structure (spray, board system or intumescent paint) 
has to transition to protect the connection and the timber member. The 
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fire-resistant protection to the steel may not provide suitable temperature 
protection for the timber or the connection, since the steel protection is 
specified to keep the steel at temperatures below about 500—5509C, for the 
fire resistance period. Consideration of the thermal conduction from the 
steel into the timber and any possible temperature-induced movement in the 
steel must be part of the connection design. 


8.8 CONNECTION DESIGN METHODS 


There are only a limited number of engineering design methods to deter- 
mine the fire resistance of exposed timber connections, which are empiri- 
cally based on and derived from the collective fire tests completed. These 
approaches are relatively simplistic calculation methods and conservative. 
They are also specific to a connection type and must only be used with 
that connection type and within the applied load limits stated. If a more 
accurate assessment of fire resistance is required, this entails complex heat 
transfer modelling and may also require the determination of timber and 
metallic structural deformations. Thus, if undertaken, knowledge of the 
complexity of analysis, volume of sensitivity assessments and computing 
time must all be understood. A further option for project-specific connec- 
tions is to undertake fire testing. 


8.8.1 Char-rate methods 


A “char-rate method" of assessing the fire resistance of a connection relies 
on calculating the residual cross-section of the original timber member, 
after a prescribed period of fire exposure. This is relatively simple for struc- 
tural timber members (see Chapter 7) but difficult for connections, espe- 
cially for three-dimensional fire exposure. 

Given the range of connections that are available to the industry and 
the thermo-mechanical behaviour that needs to be assessed, where load, 
deflection, initial and changing interface gap, and number and type of con- 
nector parts needs to be included, few models have been developed, and 
these are limited in their engineering applicability. The most recent meth- 
ods available are those from Palma and Frangi (2016) and Audebert et al. 
(2020), based on empirical testing of concealed or knife-plate connectors, 
respectively. Eurocode design methods are provided in EN 1995-1-2, with a 
substantive expansion of applicable methods to be included within the next 
edition (prEN 1995-1-2, 2021). This includes methods based on the work 
of both Palma and Audebert. 

Other char-rate methods have been published. The US method in 
Technical Report 10 (AWC, 2021) is based on a minimum cover to an 
embedded connection of 1.14 а, (where даља, is the required minimum 
char depth). It should be noted that this char depth at the connection is less 
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than the required minimum effective char depth for the rest of a column or 
beam, which is required to be 1.2.4,,,, (а). The connection is also required 
to have the interface gap area protected with additional timber, with width 
and depth based on aaa. The Australian Standard AS/NZS 1720.4 and 
the Canadian Standard CSA O86 require a connector to be protected with 
timber to a depth equal to the effective depth of charring, i.e. the same 
char cover as the rest of the beam or column (see Figure 8.19). These pub- 
lished char-rate methods differ from those from Palma and Audebert and 
are recommended to be used conservatively, and with caution, given that 
the heated timber in front of the char layer is not accounted for. 


8.8.2 Acceptance criteria 


There are few published pass-or-fail criteria for mass timber connections 
and those published are conservative. Technical Report 10 (AWC, 2021) 
states that the temperature between the protection and the connection 
should be limited to an average temperature rise of less than 140°C (250°F) 
and a maximum temperature rise at any point of 180°C (325°F). Thus, 
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Figure 8.19 Protection of fasteners with timber depth equal to the effective depth of 
charring. From AS/NZS 1720.4, 2019. 
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for any part of a connection, whether it is concealed or partly concealed, 
the protection provided (being the timber surrounding the connection, or 
the fire-rated board system, etc.) cannot exceed an average and max tem- 
perature rise of 140°C and 180°C, respectively, for the designated fire resis- 
tance period. The Australian Standard AS/NZS 1720.4 (as referenced by 
the Building Code of Australia) requires protective coverings (timber, fire- 
rated board system, etc.) to prevent the temperature rise under the insula- 
tion from exceeding 120°C before the end of the designated fire resistance 
period, for metal plate connectors. Where dowels are used, these are to be 
protected such that temperature does not exceed 300°C. 


8.8.3 Worked examples 


Example 8.1 Timber protection for metallic dowels 


A beam is connected to a column using a knife-plate connection with 
steel dowel fasteners to transfer forces from the timber beam into the 
knife-plate connection. The dowels are exposed at the beam surface 
and an additional timber member is used to protect the end of the dow- 
els from the heat of a fire. The assessment aim is to prevent the dowel 
from exceeding a temperature criterion of 140°C above ambient (on 
average) to meet Technical Report 10 (AWC, 2021). Sixty minutes of 
fire resistance is required. 
Using Equation 8.2: 


tp = K 60(d, / 38.1) ^ 


A single layer of solid sawn timber is used as protection, so k, is 0.85. 

For 60 minutes of protection, solving for d,, the timber protection is 
required to be at least 44 mm in depth (this is also equal to 1.14 achar). 
This is 6 mm deeper than the nominal 60 minutes char depth, under 
Technical Report 10 (at 60 minutes a,,,,=38 mm). 


Example 8.2 Timber cover to two-part metallic connector, option 1 


A glulam beam is connected to a glulam column by a two-part metal- 
lic connector, that is formed by two separate aluminium sides screwed 
to the beam end and column face, respectively. A simple method is 
provided to determine timber cover for the two-part connector to the 
beam end, such that the connector is located in ambient temperature 
timber (assumed to be at most 40°C for this example), when exposed to 
a standard fire of 90 minutes. Screw pull-out forces are based on ambi- 
ent temperature timber and hence the aim is to ensure the maximum 
load-carrying capacity under fire with a charring rate according to EN 
1995-1-2: 
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Figure 8.20 Sketch of example glulam beam end grain two-part connector. 


* Connector base plate is 150 mm in width and has five rows of 
screws, as shown in Figure 8.20. 

* The connector is more than 150 mm from the base of the beam. 

e The one-dimensional char rate is f, 20.65 mm/minute. 

* The notional char rate, including corner rounding and fissures is 
В „=0.7 mm/minute (for the glulam beam). 


To account for the loss of strength and stiffness behind the char, an 
additional zero-strength and stiffness layer would normally be added 
to the char depth. As thermal penetration depth is accounted for in 
this approach, there is no requirement to include this additional zero- 
strength layer in this example. 


• For the timber to be at ambient temperature so that the screws 
have full strength, an additional 35-mm depth is included (see 
Section 8.4.4). 

e Thus, total cover needs to be 90 minutes ^ 0.7 mm/minute = 63 
mm-435 mm=98 mm, which means that any steel element will 
have timber coverage to the fire-exposed surface and remain 
within ambient temperature wood. 

* Total beam width required is therefore a minimum of (98 mm * 
2)+150 mm=346 mm. 
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This calculation method represents a conservative approach based on 
a design assumption that the connector is at ambient temperatures for 
the duration of fire exposure. The beam dimensions can be reduced if 
more advanced methods are applied, i.e. allowing for higher tempera- 
tures at the steel elements (see Example 8.3) or thermal finite element 
simulations (see Section 8.9). 


Example 8.3 Timber cover to two-part metallic connector, option 2 


For the connector in Example 8.2, a more detailed approach can be used 
to further reduce the timber cover. Under fire conditions, the applied 
load is reduced, due to a fire case factor for the live load. Through 
assessing the ultimate capacity of the connector, it is determined that 
of the five vertical rows of screws, only the inner three rows of screws 
need to be in ambient temperature timber, to carry the applied load of 
the fire case. The outer vertical rows of screws are not needed in the 
fire case, but if the metallic base plate is exposed to the heat of the fire, 
it will transfer heat across the whole plate quickly and could lead to 
early failure. 
Thus, two checks need to be carried out: 


* [s the char front at the edge of the metallic connector, but not 
past? 

* Are the central three rows of screws in ambient temperature 
timber? 


The glulam beam connector is 150 mm wide and the second vertical 
row of screws from the centre is located at 29 mm (6 mm+10 mm+8 
mm+5 mm, representing edge distance, hole diameter, hole spacing, 
half-hole diameter) from the outer edge. The beam width is to be 
determined. 


• At 90 minutes, the char depth is 63 mm (90 minutes * 0.7 mm/ 
minute) and hence, this may be the minimum timber cover 
needed, to the edge of the base plate. 

* The minimum timber cover distance to check is 92 mm, given 
the edge of the base plate to the edge of the vertical row of screw 
fasteners is 29 mm and the minimum depth of char is 63 mm (29 
mm-463 mm=92 mm). 


Using the method from Equation 8.1: 
T(x) =20+180( B -t/ x)a 
a (t) = 0.025t +1.75 


With the charring rate 3 „=0.7 mm/minute, time=90 minutes and 
x=92 mm, T=58°C which is more than ambient. 


308 David Barber et al. 


Hence the timber cover distance needs to be increased. 


* To keep the vertical row of screws at ambient temperature of 
40°C (max), using Equation 8.1 and solving for the edge distance 
x, the total distance needed is 109 mm. 

• With the vertical row of screws 29 mm from the edge of the con- 
nector base plate, the cover from the edge of base plate to the 
edge of the beam is therefore 109 mm - 29 mm- 80 mm. Total 
beam width is therefore (80 mm ^ 2) + 150 mm=310 mm. 

* There is no zero-strength layer added as this is included by deter- 
mining where the timber reaches ambient temperature. 


Compared with Example 8.2, this method results in a beam thickness 
that is 36 mm less in width. 


8.8.4 Connection detailing 


Detailing of connections is an important topic that is inadequately cov- 
ered in most guides and design standards. All timber-to-timber connec- 
tions require careful consideration of how the interface between members 
will react to fire exposure (Klippel and Just, 2018). This should include 
how deflections will change the interfaces, how load transfer mechanisms 
will change with changing cross-sectional area and how construction tol- 
erances will affect the fire resistance. Most important will be the sealing of 
gaps and joints accounting for a reducing cross-section of timber (Werther 
et al., 2016) (see Chapter 6). Open gaps allowing flow of hot gases through 
an assembly must be avoided at all times. Closed gaps between timber 
elements have been recommended to be less than 5 mm (Aarnio and 
Kalliniemi, 1983); however, EN 1995-1-2 (Clause 3.4.3.1(3)) states that 
gaps should be less than 2 mm. It is recommended that 2 mm should be 
the aim for connections, also considering construction tolerances and the 
long-term performance of the connection. 
Areas for attention are: 


* A beam-to-column interface will open up as beam deflections 
increase with reducing cross-section. The gap between the end of 
the beam and column face can also be larger than expected due to 
on-site construction (0-10 mm should be allowed for). An intumes- 
cent seal or additional timber protection should always be designed 
and located to prevent ingress of hot gases and increased charring 
in this interface area, and also be specified to allow for a range of 
gap widths. 

* The beam end to column face interface fire seal (intumescing fire caulk 
or intumescing fire tape) should be located so that it is still active in 
the required fire resistance period, i.e. for a 60-minute fire exposure, 
the fire seal should be located at least 30 mm in from the beam edge 
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and be a minimum of 10 mm in width, so that it can intumesce and 
seal gaps once a fully developed char layer has formed. 

• Where fire-rated board systems are used, these need to be designed to 
wrap the connection and will extend past the connection to the sur- 
rounding timber. The rated board should extend a minimum of 100 
mm past the edge of the connection to be protected (Lignum, 2018). 
Care must also be taken to design an effective connection between the 
fire-rated board and timber. Screws should be located away from the 
connection fasteners, such as dowels. 

• An appropriate number and type of inspections are required during 
construction to ensure where a connection has been fire tested and 
approved for use that the finished assembly on-site is identical to that 
tested, including screw fixings, fire-rated sealants and dimensions. 


8.8.5 Guidance documents 


There are a few national guidance documents for design and detailing of 
timber connections. Guides available include the Swiss Lignum handbook 
(Lignum, 2018), US Technical Report No. 10 (AWC, 2021) and the CLT 
Handbook (Karacabeyli and Gagnon, 2019). The Swiss Lignum handbook 
provides engineers with information to plan different types of connections 
and also provides detailing for joints, gaps and protection, see Figure 8.21 
as an example (not all details shown, see original document for all relevant 
information). 


8.9 ADVANCED CALCULATION METHODS 


For more detailed modelling, one of the most important parameters is the 
temperature of the components and how they vary with time. For most 
connection geometries, experimental temperature data or simplified tem- 
perature calculation models are typically not available. Numerical models 
can be used to approximate temperatures in connections and these tempera- 
tures used to inform the structural behaviour. However, a simple but com- 
prehensive thermo-mechanical model for the design of timber connections 
is not currently available ( Palma and Frangi, 2016; Li et al., 2020). 
Advanced calculation models for fire resistance also require detailed 
information about the severity of the design fire (see Chapter 3). 


8.9.1 Modelling of timber connections 


The most commonly used numerical technique is the finite element method 
(or finite element models – FEM). FEM can be developed to address both heat 
transfer and, to a degree, the thermo-mechanical response during fire expo- 
sure. They are most commonly used for connections to model the influence 
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Figure 8.21 Examples of connection details given in Lignum Documentation 4.2 Timber 
Structures: Connections for Fire-Resistant Structures (Lignum, 2018). 


of a wide range of parameters impacting temperatures within the timber that 
influence performance, such as timber cover depth, fastener diameter, num- 
ber of fasteners, spacings, edge and end distances (Ohene, 2014). Potentially, 
with further validation, aspects such as intumescent sealants and gaps can 
also be modelled. Figure 8.22 shows a FEM model to illustrate the heat 
transfer into the timber due to the presence of exposed dowels (Sulon, 2020). 

Performing a finite element analysis on timber connections has many 
challenges, including a lack of detailed validation data, imperfections in 
thermal contacts between connection components, accounting for moisture 
with increasing temperature, sensitivity to mesh size, boundary conditions 
and accuracy of timber material data. Also, thermal properties of timber 
available in the literature are derived and calibrated for standard fire expo- 
sure and their validity for non-standard fires is rarely addressed. Various 
software packages have been used and validated using the results of fire 
tests performed on timber connections, such as ABAQUS, ANSYS and 
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Figure 8.22 Modelled temperatures through a timber beam at a connection bracket 
fastened with dowels. (a) Modelling set-up. (b) Internal temperatures at two 
cross-sections, after 15 minutes of standard fire exposure (Sulon, 2020). 


MSC-MARC (Erchinger et al., 2010; Peng, 2010, 2012; Audebert et al., 
2011, 2013; Palma et al., 2016, Palma and Frangi 2019; Chen et al., 2020; 
Li et al., 2020). There are two approaches which are commonly adopted: 
thermal models with adapted load-carrying models (uncoupled models); 
and coupled thermo-mechanical models. 


8.9.2 Uncoupled models 


A less computationally intensive approach involves the development of an 
uncoupled heat transfer model to determine the evolution of temperatures 
in the connection over the duration of fire exposure. The temperatures at 
critical points in the connection are used to determine the reduced material 
properties at each time step and combined with an appropriate structural 
model. This type of uncoupled analysis is practical as it is relatively easy to 
use, especially once temperatures have been generated. Analytical models 
can also be derived for single fasteners to reduce the computational effort. 
Examples include work by Erchinger et al. (2009), Cachim and Franssen 
(2009), Moss et al. (2010), Peng (2010, 2012), Ohene (2014), Palma et 
al. (2016, 2019) and Regueira and Guaita (2018). A disadvantage of this 
approach is that the models do not capture the global behaviour and inter- 
actions for the various connection components. 


8.9.3 Coupled thermo-mechanical models 


Coupled thermo-mechanical models require the development of a heat 
transfer model with a coupled stress analysis. In the stress analysis, the 
mechanical properties are calculated based on the temperatures of the pre- 
vious time increments from the heat transfer model. Examples of models 
using this approach include Racher et al. (2010), Audebert et al. (2011, 
2013), Khelifa et al. (2014), Palma et al. (2016) and Chen et al. (2020). This 
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approach allows the user to better understand the global behaviour of the 
connection and propose improvements to the geometry by evaluating the 
development of deformations. However, this approach requires more user 
input and computational time, whilst also producing load-bearing results 
which must be carefully interpreted and validated. 

In the coupled approach, stresses will result in timber member movement 
and opening up at the beam-to-column or other interfaces, which need to 
be considered (also relevant for the uncoupled models). These methods may 
be non-conservative and hence require calibration against physical tests to 
provide the appropriate degree of accuracy (Palma et al., 2019). The veri- 
fication of fire resistance of timber connections by means of finite element 
models should be carried out only by experienced engineers. Further, any 
results must be validated with appropriate fire test results. 


8.10 FURTHER RESEARCH 


The following areas have been identified for further research: 


* Mass timber connections exposed to natural (physically based) fires 
to determine if and to what extent timber connectors differ in perfor- 
mance, compared with standard fire exposure. 

• Impact on charring rate of closely spaced screws, especially in thin 
timber cross-sections. 

e Better understanding of thermal penetration depth and timber 
strength reduction for longer fire durations (120 minutes). 

• Assessment of fastener embedment strength under fire tests, not oven- 
heated tests. 

• Connections between hybrid construction of steel beams and timber 
wall or floor panels, such as CLT or LVL. 

e Effect of intumescent paint on exposed steel-to-timber connections 
for both standard and non-standard fires. 

• Bearing area requirements and localised deflections in timber-to-tim- 
ber bearing connections. 
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SCOPE OF CHAPTER 


This chapter describes means of preventing spread of fire and smoke between 
compartments in timber buildings. Much of this applies to all buildings 
independent of materials used, but some topics are especially relevant for 
timber buildings. This chapter highlights critical paths of possible spread 
of fire into, within and through timber structures, including solutions and 
detailing to prevent uncontrolled spread of fire and smoke. 


9.1 INTRODUCTION 


It is important that the designers of all timber buildings consider prevention 
of fire and smoke spread through joints in and between building elements/ 
assemblies, and through penetrations of building services and openings, 
including external walls. This chapter is complementary to Chapter 6 which 
describes fire-separating elements and assemblies. 

More on fire exposures and fire spread on facades can be found in 
Chapter 5. The importance of building execution and control is covered in 
Chapter 13, including checking of correct installation of fire stops during 
the construction phase. 


9.2 PREVENTING FIRE SPREAD BY DETAILED DESIGN 


The correct design of joints, penetrations and opening details in buildings 
is critical to proper fire performance, as inappropriate details can lead to 
spread of fire, causing major damage. Detailing requirements and possible 
solutions to prevent fire spread are considered in the following sections. 


9.2.1 Different types of timber constructions 


Types of timber construction vary from traditional log construction to post 
and beam, light timber frame and mass timber construction. Today, also 
hybrid structures made of timber, steel and concrete are increasingly used 
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(see Chapter 1). It is essential to understand the special features of timber 
structures when assessing prevention of fire spread, e.g. log construction 
has a large number of joints between logs, and mass timber structures typi- 
cally contain few, if any, concealed void spaces. Thus, depending on the 
type of timber structure, differences in potential paths of fire spread may 
occur. 


9.2.2 Typical fire spread paths and 
principles to prevent fire spread 


In order to achieve the required level of fire safety for the entire structure, 
the fire behaviour of the building elements, service installations and addi- 
tional safety measures have to be reviewed and assured. The evaluation 
criteria are interlinked, and interfaces with related requirements for fire 
resistance and reaction-to-fire have to be quantified. 

Due to the need to connect various individual elements during the con- 
struction process, joints, gaps or voids appear which can create the potential 
risk that fire and smoke can spread rapidly and unnoticed. A comprehensive 
fire safety design must restrict the passage of flames, hot gases and smoke 
and as a consequence, an uncontrollable fire spread will be prevented. 

A schematic illustration of typical fire spread paths for a structure is 
shown in Figure 9.1. The structure shown uses examples of light timber 
frame construction as well as mass timber construction. These paths must 
be taken into account within the design process to ensure an acceptable 
level of fire safety for buildings. 


Figure 9.1 Fire spread paths in/through timber structures (Werther et al., 2020; redrawn/ 
with permission of TUM). 
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Path I: fire spread through failure of separating elements 


Separating elements are typically the floors and walls of a building. 
Corresponding fire resistance can be derived from standardised calculation 
methods, taken from tabulated data or assessed within a fire test, considering 
the specific configuration, layout and connection of panels (see Chapter 6). 


Path II: fire spread through joints 


Joints between separating elements are pathways for fire spread to neigh- 
bouring compartments before the separating element fails (see Section 9.3). 
These joints result from the element-wise construction between elements of 
the same type. 


Path III: fire spread through junctions 


Fire spread through junctions to other building parts or intersecting ele- 
ments via continuous joints before the separating element fails (see Section 
9.3). These joints result from the element-wise construction between ele- 
ments of a different type. 


Path IV: fire spread through building services 


Fire spread through penetrations or openings for building services (see 
Section 9.4). 


Path V: fire spread through concealed construction cavities 


Early and uncontrolled fire spread within the assemblies resulting in early 
exposure and failure of structural elements. 


Early spread of fire to other fire compartments or within structural elements, 
as observed in real fires, can often be traced back to inadequate detailing 
and the lack of adequate design coordination (paths II-V). Element joints 
or penetrations for service installations must guarantee an equivalent fire 
resistance rating to the separating element (path I), which is often required 
to satisfy the building code clauses. Paths I-V are referred to by the subse- 
quent sections, which further elaborate on the respective scenarios. 


9.2.3 Construction tolerances 


In designing joints between building elements as well as interfaces with pen- 
etrations and installations, construction tolerances need to be taken into 
account. This means that protective measures need to cover situations caused 
by actual construction tolerances, not only ideal cases with perfect fits. 
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Permissible tolerances vary amongst national standards and need to be 
checked when choosing linear joint seals or other protective materials. 
Typical tolerances for timber walls in national standards or guidance docu- 
ments are around+5 mm per 3 m. Also, dimensional changes on the build- 
ing site caused by shrinkage when drying to a lower moisture content can 
increase the width of gaps which need to be considered for fire safety (if 
not covered by tolerance standards). Construction tolerances are considered 
further in Chapter 13. 


9.3 FIRE SPREAD VIA SEPARATING 
ELEMENTS, JOINTS AND JUNCTIONS 


Prevention of spread of fire and smoke within structural elements and 
to other fire compartments is based on proper design using fire test data 
and calculation methods. Applicability and limits of validity of standards, 
design methods and other data need to be carefully considered. 


9.3.1 Fire resistance of separating elements 


The fire resistance of separating timber elements can be assessed by standard 
fire tests or can be calculated by standard methods described in Chapter 6. 
If wall and floor assemblies cannot be designed by standards or calculation 
methods prescribed in building codes, fire testing is necessary. Even if fire 
test results are available for separating elements alone, joints between pan- 
els, joint seals, penetrations and other installations may have to be tested 
additionally, in accordance with test standards such as EN 1366 comprising 
several parts. 

For each new timber building, specific descriptions for detailing of fire 
separations should be part of the drawings and specification. The following 
general design principles for light timber frames and mass timber assem- 
blies should be considered to guarantee the required fire resistance rating of 
the separating element (paths I and II of Figure 9.1): 


• Panel joints must be tightly jointed or be filled with fire-resistant 
material 

• Joints in multilayered panels should be staggered 

e All joints, penetrations and openings should be appropriately fire 
stopped 

• Void cavities should be filled with insulation material 

• Convective flow paths should be excluded or minimised 

• The load-bearing function of an element supporting a separating ele- 
ment has to be fulfilled 

• The end use conditions need to be considered, to avoid unexpected 
gaps or cracks due to shrinkage. 
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9.3.2 Fire resistance of joints between 
structural elements 


The fire resistance of assemblies (paths I.a and I.b of Figure 9.2) can be 
calculated as specified in Eurocode 5 (EN 1995-1-2) or can be taken from 
test reports. Evaluation of the fire behaviour of the connection of a separat- 
ing wall-floor structure (shown in Figure 9.2) requires that fire spread paths 
II.a (as in Figure 9.2) and II.b are taken into account. Besides the fire 
protection requirements, detailing is also influenced by structural, thermal, 
acoustic and air tightness performance requirements. 

Based on an evaluation of a large number of fire tests (Suttner et al., 
2020), principles for fire safe detailing of joints between neighbouring and 
intersecting elements (paths II and Ш.а) were derived. These principles are 
presented in Table 9.1 for different joint configurations and sealing meth- 
ods. The scenarios include wall-to-wall, wall-to-floor and floor-to-floor ele- 
ment joints of light timber frames and mass timber assemblies, which are 
often encountered in practice. The presented details limit the spread of fire 
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Table 9.1 Principles for detailing element joints (Werther et al., 2020; Suttner et al., 
2020) – fire spread path Ill.a (with permission of TUM) 


Joint width 


Fire-exposed 


Fire-unexposed 


No. (s) Detail side Interior of the joint side 
| 0<5<0.5 Мо measure No measure No measure 
mm required required required 
2 s<2mm A No measure No measure Joint filler, 
-— required required gypsum putty 
Joint filler, 
measure gypsum putty or fire-rated 
or fire rated sealant 
sealant 
3 s<2 mm No measure No measure Sealant tape/ 
sealant tape/ required required elastomeric 
elastomeric | 
sealant ог sealant 
covering or covering 
with lining А — 
with lining 
4 565 mm A Joint filler, Compressed No measure 
joint filler Кр || gypsum insulation material required 
gypsum put i i 
Ба insulation putty or (wood fibre, glass 
sealant YB fire-rated wool) 
sealant (rate of 
compression 50%) 
5 s<5 тт A Covering Compressed No measure 
covering n with lining insulation material required 
van inng) insulation (wood fibre, glass 
$ B wool) 
(rate of 
compression 50%) 
6 5<15тт [4A Joint filler, Sealant/resilient No measure 
joint filer, Ps) resilient gypsum soundproofing required 
O orf soundproofing Putty or profile density 
rated profile or fire fire-rated р > 200 kg/m3/ 
sealant &—* rated sealant = 
sealant fire-rated sealant 
7 5<15 тт [A Covering Sealant/resilient No measure 
UE with lining soundproofing required 


& x resilient 

[od soundproofing 
kes profile or fire 
rated sealant 


with lining 


profile density 
p > 200 kg/m3/ 
fire-rated sealant 


8 s<30mm A No measure Compressed stone No measure 
= required wool insulation required 
pue x] ES (rate of 
$ LB: compression to 
5076) 


Note: Typically, symmetrical fire stopping will be implemented for scenarios considering one-sided fire 
exposure from either side. 
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and smoke to a reasonable level and prevent the fire-stopping joints from 
downgrading the certified fire resistance of separating assemblies. 

All details for the fire-exposed side, the fire-unexposed side and in the 
interior of the joint must be designed and installed separately for each 
compartment, with due consideration of the potential fire spread path. 
Normally, a fire may occur on either side of a fire-separating element, so 
the associated measures must be implemented for both directions of the 
fire spread path, which usually results in symmetrical fire-stopping details. 
There are scenarios where the fire exposure will be from both sides simulta- 
neously, e.g. a load-bearing timber-framed wall supporting an intermediate 
floor within a fire compartment. In this case, the designer should exercise 
caution and consult with relevant product manufacturers, to ensure the fire- 
stopping system installed can still achieve adequate performance under the 
enhanced fire exposure. 

Besides the details illustrated in Table 9.1 and when standard jointing 
solutions are not available, the following recommended details for in-plane 
element joints (path II) of mass timber and light timber frame assemblies 
can be considered, as shown in Figure 9.3. These recommendations are 
based on testing experience from a number of research, e.g. Werther et 
al. (2020), Exova (2017) and Dagenais (2015). The joints illustrated in 


(8): 


(c) 


Figure 9.3 Details for fire-resistant detailing of in-plane element joints. Key: (1) sur- 
face lining; (2) mass timber element; (3) fasteners; (4) exterior spline, thick- 
ness 220 mm; (5) tongue-groove joint, tongue thickness 220 mm; (6) half-lap 
joint; (7) additional sealing strip; (8) light timber frame. 
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Figure 9.3 have gaps <5 mm and sealing strips to prevent any flow of hot 
gases through the joint. For gaps less than 5-mm wide, there will be little or 
no charring inside the joints, and to ensure effective stopping performance, 
the sealing strips are located in a thermally unexposed area of the cross sec- 
tion where the residual cross section covering the jointing system (exterior 
splines, ћа ар joints or tongue-groove connections) should be 220 mm. 
Alternatively, panel coverings on the unexposed side can also mitigate the 
impact of convective flows. 

If any gaps are greater than 5mm wide, due to construction tolerances 
or shrinkage of the panels before or during the fire, charring will occur 
inside the gap, hence the thickness of the spline or the half-lap joints must 
be dahar + 20 mm, unless the joint is filled with fire-resistant sealant or com- 
pressed non-combustible insulation material, as shown in Table 9.1. In order 
to ensure an actual gap width of «5mm, it is recommended a gap of <2mm 
be specified, to allow for construction tolerance and any movement on site. 

Figure 9.3a and b shows a tightly fitted exterior spline and a tongue- 
groove joint (1/2 90 mm) between mass timber panels, with a remaining 
cross section of at least 20 mm below the tongue-groove or the exterior 
spline, for the relevant time of fire exposure. Figure 9.3c shows a half-lap 
joint (or step joint), overlapping 245 mm, with a remaining cross section 
below the step joint of at least 20 mm for the relevant time of fire exposure. 
Figure 9.3d shows a joint (<5 mm) between two light timber-framed panels 
with a fire-resistant lining sheet on both sides. 

Another essential aspect to achieve the required fire resistance in the 
jointing area of elements is to avoid displacements or gap opening due to 
movements between the elements, and between elements and adjacent com- 
ponents. Flexible sealant or additional layers such as a concrete topping or 
a ceiling lining may reduce the risk of an early failure. 

Voids at joints between timber elements and other building elements like 
concrete walls or girders (path III) should be tightly filled with stone wool 
insulation over the entire depth, or by a backing of the joint or by flexible 
fire-resistant sealant. 

Fire spread to other fire compartments through intersecting/flanking ele- 
ments (via fire spread path ШЉ in Figure 9.2) also needs to be prevented in 
intersections of assemblies. Solid blocking with timber members or mineral 
wool rated to a high temperature (at least 700°C) is recommended. Typical 
solutions to prevent fire spread through cavities in a floor over a fire-resist- 
ing wall are shown in Figure 9.4a and b. To avoid fire spread through inter- 
secting joints between adjacent floor elements, as shown in Figure 9.4c, the 
joints should be sealed with fire-resistant materials. 


9.3.3 Seismic gaps 


Timber buildings generally have good seismic performance because of 
their low mass, but seismic movements can be larger compared to other 
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(c) 


Figure 9.4 Examples of preventing spread of fire through a cavity over a fire-resisting 
wall. (a) Solid timber. (b) Mineral wool. (c) Fire stopping between adjacent 
floor elements (Werther et al., 2020; with permission of TUM). 


construction materials because of the low stiffness of wood. When two 
timber buildings are located adjacent to each other, in a seismic zone, a 
seismic gap must be provided between the two buildings to allow for inde- 
pendent seismic movement. These seismic gaps can be large, depending on 
the height of the building (width up to 1% of the storey height). These 
seismic gaps require specific detailing, and should be fire stopped with flex- 
ible fire-stopping products, e.g. proprietary fire-rated blanket, barrier etc., 
which allow for adequate movement tolerance in several directions without 
compromising the seismic performance. 


9.4 FIRE SPREAD VIA BUILDING SERVICE 
INSTALLATIONS AND PENETRATIONS 


Modern buildings have increasingly high demands to incorporate techno- 
logical equipment to achieve functionality, and sustainability such as energy 
efficiency. As the number of services in buildings increases, poorly sealed 
service installations in walls and floors can introduce a high potential for 
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uncontrolled fire spread. This section provides a general description of pen- 
etration-sealing systems for building service installations such as electrical 
cables, hydraulic (heating, cooling, water and sewage) pipes and ventilation 
systems suitable for use in timber buildings. 


9.4.1 General requirements of 
fire-stopping building services 


The necessity of service installations and the requirements to mitigate 
fire spread require all building parts and construction methods (concrete, 
masonry, drywall or timber constructions) to have certified fire-stopping 
systems, e.g. fire-rated collars, fire-rated dampers/shutters, etc., for various 
penetrations. The fire-stopping systems must have fire resistance ratings of 
no less than the fire separations in which they are installed. 

Service penetrations must be tested in accordance with the test methods 
set out in appropriate standards. In Europe, the failure criteria of penetra- 
tion-sealing systems and linear joint seals according to EN 13501-2 are 
measured in terms of integrity (E) and insulation (1). Practical confirmation 
of the performance of penetration seals is provided by full-scale fire tests 
in accordance with EN 1366-3, and for linear joint seals in accordance 
with EN 1366-4. In New Zealand, the fire resistance rating of fire-stopping 
systems is determined by fire testing to AS 1530.4 or NZS/BS 476-21 and 
22 and AS 4072.1. The tested setup should be representative of the fire- 
stopping systems installed in service, including the expected installation 
method, the type of service penetrations (e.g. metal, plastic, etc.), the gap 
size and the type of fire separation (e.g. concrete, timber, etc.) where the 
fire-stopping system is installed. Depending on jurisdiction and the sup- 
port of justifiable performance-based design intents, the insulation rating 
of the fire-stopping system is sometimes relaxed, i.e. given the presence of 
sprinkler or if combustibles could remain adequately distanced from the 
penetration to mitigate ignition. 

The fire performance of penetrating service installations is affected by 
the selection of fire-stopping products, the presence of additional support 
frame or fixing and any provisions related to joint movement to accommo- 
date thermal contraction and expansion. The service installation structures 
are expected to sustain their own load but are generally not required to 
carry any additional live loads, as for example induced by maintenance 
activities. Approved fire-stopping systems for penetrations and fire damp- 
ers/shutters are widely available for concrete or drywall construction, but 
test data for application in mass timber or light timber frame assemblies 
are still limited. Because of the similarity of fire behaviour in many engi- 
neered wood products, the fire-stopping systems tested for one type of mass 
timber, such as CLT, LVL and glulam, may be applicable for other types 
of mass timber when the conditions are similar. These kinds of applica- 
tion rules should be included in product certifications wherever possible, 
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and adequate consultation with product suppliers and relevant experts is 
required during the design process. 


9.4.2 Concepts of fire protection to building 
services in multi-storey buildings 


Penetrations of building services systems through separating elements are 
unavoidable. For multi-storey building design, thoughtful consideration 
on the location of separating elements, the runs of services and the type 
of fire-stopping systems could result in simple, cost-effective fire-stopping 
solutions for the whole building, enhancing building space utilisation. The 
basic concept in designing building service systems for multi-storey build- 
ing is to congregate the services via a dedicated central fire-rated conduit 
configuration, such as in a central protected shaft, from which horizontal 
services runs distribute only the relevant services to specific areas and com- 
partments. This approach greatly simplifies the design coordination pro- 
cess, and helps to avoid unnecessary penetrations or missed fire stopping 
of unplanned penetrations. The protected shaft strategy concentrates all 
penetrations to specific locations where a feasible, compliant fire-stopping 
solution can be applied easily. 

Building service installation layouts should be developed in the planning 
phase with the services running to defined fire compartments. This can be 
done by the application of the design concepts of Table 9.2. All solutions 
must also satisfy the requirements for acoustic, moisture and thermal per- 
formance. Furthermore, the accessibility for inspection and maintenance 
and if necessary additional installation should be provided. 


9.4.3 Types of building service installations 


Penetration seals are installed in separating elements such as walls, floors, 
shafts and ducts, to prevent spread of fire and smoke. These systems ensure 
that the specified fire resistance rating of the separating elements is main- 
tained independent of the type and size of penetration. Simultaneously, the 
fire-stopping systems should also ensure that there is no spread of fire in 
the separating elements themselves by the penetrations of building service 
installations. 

For the classification of building service installations passing through sep- 
arating elements, the type, number, size and material can be distinguished, 
as shown in Figure 9.5, which shows the arrangements and type of penetra- 
tion seals which are available. Every type of building service installation 
passing through fire-separating elements has its own fire performance, so 
there is no single solution or product that will protect all services. The 
use of specific individual solutions, like sealing compounds or fire damp- 
ers adapted to the type of separating element, needs careful consideration. 
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Table 9.2 Concepts of fire protection for installation of building services/fire 
compartmentation 


Concepts Description 


Service shaft/service ducts This concept is based on continuous conduits in separate 
fire-rated service shafts. The fire resistance rating of these 
shafts is the same as the separating elements. All 
installations that pass through the separating elements of 
the shafts have to be sealed with tested fire-stopping 
systems which maintain the fire resistance of separating 
elements in the area of the penetration.This solution is 
commonly adopted for multi-storey and tall building 


design 

Penetration seals Sealing of penetrations for building service installations in 
separating elements (walls, floors) with approved 
fire-stopping systems, to maintain the fire resistance 
rating of the separating elements. This solution is the 
basic scenario commonly adopted in most low- and 
mid-rise buildings where the number of services 
penetrations is manageable 

Continuous encasing This arrangement is similar to the principle of service 


shafts, but with a single encasement of each cable or pipe 
over the entire length in accordance with the fire 
resistance rating of separating elements.This solution can 
be expensive due to complexity in design and installation, 
and is typically applied in special cases, e.g. a life-safety 
mechanical exhaust duct removing smoke from a 
compartment which cannot be fire stopped with 
conventional fire dampers, or a kitchen extract where 


conventional fire dampers would not work due to grease 
accumulation on damper blades 


(Ostman et al., 2010) 


Designers should source adequate technical information and consult with 
the product manufacturers or relevant experts to ensure the fire-stopping 
system developed will meet the design intent. 


9.4.4 Penetration fire-stopping 
systems for walls and floors 


Approved proprietary systems are available from many manufacturers to 
provide suitable protection for penetrations of cable bundles, trunking, 
pipes and ducts through concrete, masonry, dry wall and timber construc- 
tions. The type of penetration-sealing system used depends on the size, 
material, content and number of pipes or cables. When using approved and 
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Combinations of types of service installations 


Figure 9.5 Types of service installations (Ostman et al., 2010). 


tested fire-stopping systems for mass timber- or light timber-frame struc- 
tures, their use must comply with the specific installation instructions of 
the manufacturer. 

Single service penetrations are often easily treated but in a scenario where 
there are multiple service penetrations going through timber separating ele- 
ments, the common approach often involves forming a dedicated cut-out in 
the element, which is replaced by tested, non-combustible fire stops, e.g. fire- 
rated mortar, fire-rated mineral batts, etc., to contain all service penetra- 
tions. For light timber frame structures, this approach would line the area 
surrounding the penetrations or openings with a non-combustible lining, 
such as gypsum plasterboard or rigid mineral batts, over the entire thickness 
of the separating element, as shown in Figure 9.6a. For mass timber, many 
CLT manufacturers have tested a wide range of fire-resistant penetration 
solutions through their CLT panels, using a variety of proprietary systems. A 
summary of successful fire resistance tests of metal and plastic pipe penetra- 
tions is presented by Ranger et al. (2018). As an example, systems with intu- 
mescent materials (“heat activated sealant systems") which expand when 
exposed to high temperatures can efficiently seal the gap between the sealing 
system and mass timber element, as shown in Figure 9.6b. 
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Figure 9.6 Penetration fire—stopping principles іп (a) light timber frame structures and 
(b) mass timber structures. 


9.4.5 Service installations embedded 
within building elements 


Normally fire resistance tests of separating building elements are carried 
out without service installations or installed equipment. The installation of 
valves and accessories, electrical switches, cables and pipes being embedded 
in fire-separating building elements is permitted, provided that the remain- 
ing cross section of the separating element retains the required fire resistance 
rating. There are two principles where the embedded service installation is 
deemed to not affect the fire resistance of the building components: 


1. Presence of an installation cavity or installation of services outside 
the separating element 
Services located in an installation cavity which runs outside of the 
separating wall or floor elements ensure that the fire resistance of the 
separating elements is not affected. In this configuration, the outer 
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lining of the installation cavity has no fire protection requirements, 
and can remain non-fire rated which enables the installation of many 
common switches and sockets, regardless of position, without addi- 
tional fire-stopping measures, as shown in Figure 9.7a. 


. Installation of services inside the separating element 


In this scenario, the required cabling or other services are routed 
directly inside the separating element and associated valves (connectors, 
switches, sockets, junction boxes) are installed into the surface lining 
of the separating element with fire-rated encasing systems. The instal- 
lation must not reduce the fire resistance of the building element, so the 
penetration size of the installations and equipment is limited: a maxi- 
mum of 200 cm? is recommended (Ostman et al., 2010). Installation of 
multiple elements, such as switches and sockets or elements on oppo- 
site sides of an assembly, should be staggered in different stud-bounded 
cavities, more than 150 mm away from combustible components, such 
as studs or beams. Where cables penetrate through the surface lining of 
the fire-separating element, the remaining joint should be sealed. 


Examples of service installation inside the separating element are given 
below: 


1. 


Local non-combustible insulation layer 

Figure 9.7b shows the void locally filled with stone wool around 
the penetration, and an additional protective lining to the adjacent 
timber stud. Recommended dimensions and thicknesses are given by 
Ostman et al. (2010). 
Gypsum putty 

Figure 9.7c shows sockets and switches encased with gypsum putty 
for the same protection time as that of the surface lining of the fire- 
separating building element, with d > 30 mm for 30-minute fire resis- 
tance and d>40 mm for 60-minute fire resistance. This arrangement 
should only be used in combination with full insulation of the cavity 
with flexible insulating mats. 
Gypsum box 

Figure 9.7d shows sockets and switches encased with fire-resistant 
gypsum plasterboard (type F or type X) for the same protection time 
as that of the surface lining of the fire-separating element, with d > 
15 mm. In this design, full cavity insulation is not required. Many 
manufacturers of gypsum plasterboard have tested and published pro- 
prietary details for protecting service penetrations. 


9.4.6 Service installation within protected shafts and ducts 


The use of vertical protected shafts or ducts which are fire-rated construc- 
tion provides a simple, cost-effective solution for the distribution of services 
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Figure 9.7 Details of fire protection with service installations: (a) installation cavity, b) 
mineral wool and gypsum board (1), (c) gypsum putty and (d) gypsum box 
(Ostman et al., 2010) 
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throughout a building. When using protected shafts in timber structures, 
the differential movements and settlement of the shafts, service installa- 
tions and the timber structure should be considered, particularly for con- 
structions using platform framing subjected to wetting or drying. Flexible 
spacers or movable connectors must be used when connecting to walls and 
floors, as well as for penetrations such as pipes, cables, ducts, etc. 


9.4.7 Air ventilation ducts through walls and floors 


The temperature of fresh air supply and extract in ventilation ducts does not 
normally exceed 100°C. General ventilation systems which pass through 
fire-rated walls and floors are made from non-combustible materials, such 
as sheet metal, to ensure permanent air tightness at typical operating pres- 
sures. The following are the two ways of mitigating the spread of fire and 
smoke to other compartments via ventilation ducts: 


• Ventilation ducts with tested fire resistance ratings equal to those of 
the separating building elements, typically adopted for kitchen extract 
ducts (see Figure 9.8a and b). 

• Ventilation ducts without tested fire resistance, i.e. non-fire rated. In 
this case, a self-actuating fire and smoke damper in line with the loca- 
tion of the separating building element is required (refer to Figure 9.8c). 
In the event of a fire, the damper blade will shut to prevent the spread 
of fire and smoke. In a scenario where the cross-sectional area of the 
duct is small (less than 0.1 m7), design standards such as AS 1668.1 
allow a fire damper to be used in lieu of the self-actuating fire and 
smoke damper. The fire damper relies on the activation of intumes- 
cent material on the ventilation grille to seal the duct. 


9.4.8 Elevated temperature exhaust system 
penetrations through walls and floors 


Generally, for penetrations of elevated temperature exhaust systems in 
fire-separating elements, the same requirements as for building service 


Figure 9.8 Design of fire-rated ventilation ducts (a and b) and fire and smoke damper (c) 
(Ostman et al., 2010). 
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Table 9.3 Clearance distance related to exhaust 


temperature 
Class of exhaust gas Clearance distance to 
temperature (°C) combustible materials (m) 
80-160 0.1 
200—400 0.2 
450—600 0.4 


installations apply. Continuous fire-rated service shafts are applicable for 
this purpose (see Figure 9.8a and b). 

In New Zealand, the design and construction of the associated flue sys- 
tems and solid fuel, gas-burning or oil-fired appliances are in accordance 
with specific standards, e.g. for solid fuel, gas-burning and for oil-fired (AS/ 
NZS 2918; NZBC Clause G11; AS 1691). 

If exhaust systems penetrate separating elements in timber construction, 
sufficient clearance distances for uninsulated exhaust pipes must be pro- 
vided or covered with insulation material to avoid direct contact. Detailed 
requirements are dependent on exhaust gas temperature. Distances related 
to exhaust gas temperature are suggested in Table 9.3 (Lignum, 2020). 

Where combustible surfaces are lined directly with non-combustible 
encasing claddings of class K,30 or covered by non-combustible cladding 
with a 20-mm ventilation void, the distances in Table 9.3 can be halved 
(Ostman et al., 2010). 

Approved systems have to be used for penetrations of exhaust systems 
through separating building elements. These systems are designed to keep 
temperatures below the ignition temperature of wood. Minimum thick- 
nesses of insulation material and cladding requirements around the exhaust 
systems are determined by national standards and building regulations. 


9.5 FIRE SPREAD VIA BUILDING CAVITIES 
AND VENTILATION GAPS 


9.5.1 Main principles to prevent 
spread of fire and smoke 


Concealed cavities are often provided in walls or suspended ceiling spaces 
to accommodate building services. To prevent spread of fire and smoke in 
these cavities, the following principles should be applied, considering the 
suitability in each design scenario: 


• Whenever possible, fill void spaces with non-shrinking material (such 
as mineral wool) 

• Use certified fire-stopping products and check compatibility with tim- 
ber structures 

* Avoid possible ignition sources in cavities (e.g. connectors in electrical 
installations) 
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In cavities, e.g. for a rainscreen cladding system, the air and moisture move- 
ments are required under normal conditions, which means these cavities are 
either restricted or thermally activated fire stops systems are used. See more 
for facades in Section 9.6. 


9.5.2 External and internal wall cavities 
and suspended ceiling spaces 


Hidden voids in the construction of a building provide vertical or horizon- 
tal pathways for spread of smoke and flame to other areas, with the poten- 
tial to threaten occupants remote from the location of fire origin. Hidden 
fires from cavities in wall, floor and roof structures may spread upwards, 
downwards and horizontally. Any spread of fire in concealed spaces which 
is hidden and difficult to access can result in delayed firefighting. Even for 
a sprinkler-protected building, fire spread in non-sprinklered cavities, e.g. 
small suspended ceiling space is typically non-sprinkler protected, can be a 
serious problem. 

Horizontal and vertical cavities within buildings are illustrated in 
Figure 9.9 together with suitable fire barriers to ensure adequate fire stop- 
ping. Voids within and between structural elements in internal and external 
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Figure 9.9 Fire stops in voids. REI: loadbearing and separating element; El:separating 
element. 
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walls can form routes for fire spread upwards (can be also downwards) and 
horizontally. For preventing fire spread in facades, see Section 9.6. For volu- 
metric modular elements, see Section 9.5.3. 


9.5.3 Cavities between elements of 
modular construction 


Three-dimensional modular elements (volumetric construction) have become 
popular in Northern Europe as an efficient way of producing building units 
in a factory under well-controlled conditions similar to car production (see 
also Chapter 1). They may have structures of timber or other materials. 

Each modular element has surrounding structures with fire resistance of 
typically 30-90 minutes. Cavities between the modules must be carefully 
designed to prevent the spread of fire. There have been reported accidental 
fires involving modular construction, e.g. in Sweden and Austria. In one 
case, a small fire initiated on the top floor, which first spread upwards to 
the attic and then down into the building via an unprotected cavity. The 
rescue service accident investigations reported several shortcomings in fire 
stopping, despite the fact that the buildings were built in accordance with 
current regulations (Ostman and Stehn, 2014). This indicates a lack of veri- 
fication methods for the fire protection performance and also specific regu- 
lations to cover these cavity fires. 

Different types of fire stops for cavities in modular houses have been 
proposed (Brandon et al., 2016; Just and Brandon, 2017; Stein, 2015). 
Some practical guidelines were also presented on how fire stops should be 
designed and used in modular constructions (see below). 


Guidelines for fire stops in modular constructions 


These guidelines aim to show how different types of fire stops in modular 
buildings could be designed: 


e Fire stops must be installed in cavities between modules to prevent 
hidden fires from occurring and spreading between compartments. 

e Fire stops must be verified by fire testing according to the European 
test method prEN 1364-6 or similar procedures. The test conditions 
need to be representative of the fire exposure of concern. 

e Fire stop in cavities with combustible linings must be tested together 
with the combustible linings. Particleboard may be used as a standard 
lining for wood-based linings. 


Examples of products that meet the requirements are uncompressed glass 
and stone wools 225 kg/m? and compressed mineral wools >50 kg/m?. The 
fire stop should span the entire length of the gap with the section size of 
at least t x 3t, where t is the thickness of the cavity (see Figure 9.10). They 
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Figure 9.10 Examples of fire stops suitable for modular construction. (a) Cavity barri- 
ers at the bottom and top of a flat height. (b) Cavity barriers at the junc- 
tion between four volume elements. (c) Single, double and U-shaped mineral 
wool barriers. 
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must be folded when mounted in a U-shape. Plastic foil around the fire stop 
must not melt with flaming droplets in the event of a fire, i.e. they must meet 
at least European reaction-to-fire class E. 

Wood can also be used as a cavity barrier; the minimum thickness should 
be calculated using a one-dimensional charring rate in accordance with 
Eurocode 5 (EN 1995-1-2). The remaining uncharred thickness should be 
25 mm after the required insulation time, for example 60 minutes. It should 
also be ensured that the fasteners maintain their function for the required 
insulation time in a standard fire. The wooden cavity barriers should be 
placed tightly against both opposing surfaces of the cavity and air channels 
across or along the wood should be avoided. 

The actual design of the fire stop is crucial to guarantee fire performance 
and must be checked during the construction period — see further guidelines 
in Chapter 13. 


9.6 VERTICAL FIRE SPREAD IN 
EXTERIOR FACADE CAVITIES 


Cavities are often provided in facades or exterior wall systems. These cavi- 
ties are necessary for improving moisture control and maintaining weather 
tightness, but they can be a serious problem for fire safety. Vertical spread 
of fire in external facades (exterior walls) has shown to be a serious prob- 
lem, and a number of disastrous facade fires around the world have resulted 
ina serious loss of life and property. Vertical fire spread within exterior cav- 
ities can occur without notice and very rapidly via re-radiation and chan- 
nelling effects to other spaces on multiple floors of high-rise apartments or 
to attic spaces through ventilation openings below the roof. Fire spread to 
attic spaces via a wall cavity can be prevented by providing a certified fire- 
stopping product or by a special fire-resistant eaves structure. 

Vertical fire spread can also occur through thermal breakage of non- 
fire-rated windows or through open windows. This topic, which applies to 
buildings of all materials, is beyond the scope of this guide. 

Overhanging floor slab edges, or fire stops behind the exterior facade 
help to restrict the vertical spread of fire within the cavity, mitigating the 
spread of fire over several storeys (see Figure 9.11). Fire stops in facade cavi- 
ties have the following benefits: 


e They can prevent stack effect in the ventilation cavity 
• They deflect flames from the facade surface 
• They reduce the fire intensity inside the ventilation cavity 


The most important technical problem in incorporating fire stops in the 
ventilation cavities behind facades is that the structure must retain its 
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Figure 9.11 Basic principles of restricting the spread of fire in ventilation cavities of 
facades. (a) Fire stops with steel sheets and timber battens. (b) Perforated 
steel profile. (c) Airflow restriction with timber battens. (d) Self-expanding 
cavity barrier. (e) Two types of mass timber structures forming the outer- 
most facade surface (Ostman et al., 2010; Ostman and Mikkola, 2018). 


moisture protection functionality for draining and drying. Creating a func- 
tional fire sealing solution for the ventilation cavity may require a compro- 
mise between the fire protection and moisture protection requirements. 
Different means of restricting spread of fire in ventilation cavities are 
described in Figure 9.11. Spread of fire in a ventilation cavity can be miti- 
gated at each floor level using methods shown in Figure 9.11a by using steel 
sheets or timber battens, (b) a perforated steel profile, and (c) a fire stop 
made from two offset timber battens. In one particular steel profile fire 
stop (Hietaniemi et al., 2003), the diameter of the holes was 18 mm and the 
spacing was 140 mm so that the holes had a total area of 5% of the area 
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of the fire stop. According to fluid dynamics calculations, this is sufficient 
for moisture protection, as long as no significant amounts of rainwater can 
flow directly into the ventilation cavity. A plain-tongued and grooved tim- 
ber panelling, for example, was sufficiently rain-tight to meet the require- 
ments. The airflow-restricting type of seal was made of timber battens of 
a size to leave a 7-mm wide gap, equal to about 20% of the cross-sectional 
area of the cavity. In practice, the gap of the timber batten fire stop cannot 
be made much narrower because it would encroach too much on allowances 
for dimensional accuracy, moisture-related dimensional changes, litter/dust 
and other similar matters. 

In ventilation cavities of facades, one solution to prevent fire spread is the 
use of self-expanding (intumescing) cavity barriers, which allow ventila- 
tion at normal conditions, as shown in Figure 9.11d. Figure 9.11e shows 
also a mass timber structure forming the outermost facade surface. This 
outer structure prevents spread of fire to the inner layers of the external 
wall for a time which can be calculated based on the charring rate of the 
timber product. Thus, depending on the thickness of the timber structure, 
hidden facade fires can be avoided in practice, provided that all the details 
are designed carefully. 
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SCOPE OF CHAPTER 


A wide variety of active fire protection systems are available to fire safety 
practitioners. In addition to passive fire protection measures, some level of 
active fire protection is normally required to meet the expected minimum 
level of fire safety in modern buildings. Active fire protection can also be 
used to increase the fire safety in order to achieve a more flexible fire safety 
design and an acceptable level of fire safety in buildings. There are many 
types of active fire protection systems, but this chapter deals mainly with 
automatic fire sprinkler systems, since they are often used to facilitate the 
use of timber as structure, internal linings and external facades in large or 
complex buildings. Sprinklers are required in some countries for taller tim- 
ber buildings, as described in Chapter 4. 


10.1 GENERAL CONCEPTS OF ACTIVE 
FIRE PROTECTION 


The main reason for using active fire protection is to manage fire impacts, 
protect property and provide more time for safe evacuation. It is always 
advantageous to include expert fire safety input at a very early stage in the 
design of a building in order to ensure that the building will be acceptably 
safe in the event of fire, and also cost-effective to design, build, operate and 
maintain. Several standards for active fire protection systems are available, 
e.g. within ISO, EN and NFPA (see below). 

In contrast to passive fire protection which remains in place with no 
activation required, active fire protection systems become operational only 
when a fire occurs. Active fire protection measures include the following: 


• Automatic fire detection systems — smoke, heat, flame, combustion 
gas, etc. to trigger alarms 

e Fire alarm systems – audible or voice alarm, visual, tactile, vibrating 

• Smoke management systems, including smoke fans and closing of 
smoke dampers in ducts 
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* Automatic closing of doors to provide fire compartments, refuges, etc. 

* Other access control systems on doors, gates, turnstiles, etc. to aid 
evacuation 

* Fixed fire suppression systems — water, chemical agents, inert gases 


Fixed fire suppression systems control, suppress or extinguish a fire by cool- 
ing and/or wetting unburnt material, lowering the oxygen level or by chemi- 
cal reaction, and thus inhibit or delay the combustion process. Water-based 
and gaseous fire suppression systems are most important. 

Fixed fire suppression systems are typically designed and installed to con- 
trol or suppress fire growth, as opposed to completely extinguishing the 
fire. It is often assumed that manual intervention will complete the suppres- 
sion. This chapter covers mainly automatic sprinkler systems, since they 
may have the greatest influence on the use of timber in buildings. 


10.2 DETECTION, ALARM AND SMOKE 
MANAGEMENT SYSTEMS 


Detection and alarm systems and smoke management systems are very 
important active fire protection systems, but they are not discussed in detail 
here because their use is not specific to timber buildings. 


10.3 SPRINKLER SYSTEMS 


Sprinkler systems were developed by the insurance industry for property 
and asset protection and have been in existence for more than a century. 
They were subsequently found to have significant benefits for life safety 
as well. Sprinkler installations save lives, which is especially important in 
residential buildings. Some sprinkler system standards have been developed 
which focus on life safety objectives only for a limited range of buildings, 
e.g. EN 12259, EN 12845, NFPA 13R, but these sprinkler systems also 
provide some property protection benefits as well. 


10.3.1 Objectives of sprinkler systems 


Sprinkler systems have a long and successful history. The design and calcu- 
lations take into account the size and construction of the building, the cat- 
egory of goods stored in it and the type of occupancy. Given that very few 
sprinkler heads may activate in the event of a fire, water damage from sprin- 
kler systems is often minimal, although there have been cases of expensive 
damage from operation of one or two heads. Accidental discharge of water 
from sprinkler heads is a rare event, as is water leaking from sprinkler pipe 
work – see sprinkler reliability below. 
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Automatic sprinkler systems are often used to reduce risks that arise from 
the particular use of a building or to protect vulnerable individuals, high- 
value contents or to compensate for the materials used in the building's con- 
struction. They are often required in modern buildings, such as airports or 
storage facilities where there is limited compartmentalisation and extensive 
open spaces. They may also be used to protect premises that are geographi- 
cally isolated. It is important that the reason for installation is understood 
and that, in those cases where the system has been provided as part of a fire 
engineering design for the building, responsible persons are made aware of 
and understand the interaction of the system and other building design and 
service features. 

Sprinklers include provisions to assist the fire services to rescue occu- 
pants and minimise property damage and/or fight the fire. Both active 
and passive fire protection systems must be serviced and maintained in 
order to ensure that they will function in the event of a fire. Large fires 
are usually due to inbuilt fire precautions being disabled or compromised, 
e.g. doors left open or a delivery of equipment in combustible packaging 
temporarily being stored in an inappropriate location such as an atrium 
or stairwell. 


10.3.2 Components of sprinkler systems 


A sprinkler system consists essentially of a reliable water supply feeding 
an array of individual sprinklers mounted at defined spacing on an appro- 
priately sized network of hydraulic pipes. Water may be supplied from one 
or more tanks by gravity or pumps or taken directly from the water main 
which will require pumps unless the mains supply can provide sufficient 
pressure and flow at all times. 

Most sprinkler heads have an individual thermally activated element such 
as a fusible link or glass bulb. The thermally activated element supports a 
seal that holds back pressurised water in the sprinkler hydraulic network. 
Once the requisite thermal conditions are achieved, the thermally activated 
element releases the seal and allows water to flow from that element. 

Glass bulbs are commonly used as a thermal element. A fluid in the glass 
bulb expands with the application of heat until the expanding fluid causes 
the bulb to fail, releasing the seal. Fusible links are another type of ther- 
mal element and are designed to melt at a particular temperature. A typi- 
cal operating temperature for a sprinkler head is 68°C. However, there is 
thermal inertia in the mass of the sprinkler head, so an inherent delay may 
occur once fire gases have reached this temperature in the proximity of the 
sprinkler head, increasing the time for activation and discharge of water. 
This delay is characterised by the Response Time Index (RTI). A typical 
response time for a sprinkler head is a few minutes. Fast response sprinkler 
heads activate more quickly than standard heads. NFPA 13 provides infor- 
mation about sprinkler head temperature ratings, classification and colour 
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Figure 10.1 Typical sprinkler heads for (a) pendent, (b) concealed pendent (residential) 
and (c) water mist sprinklers 


coding for glass bulbs. A few different types of sprinkler heads are shown 
in Figure 10.1. 

The activation of sprinkler heads is affected by the fire plume and the 
resulting ceiling jet conditions. Factors that can impair sprinkler perfor- 
mance include fuel package shielding, obstructions of the fire plume or ceil- 
ing jet, and also fans and other ventilation equipment that may disrupt flow. 
Fire protection of high ceiling height areas with sprinklers can be challeng- 
ing because the plume of hot gases from the fire will be weaker as it entrains 
cool air and cools down. It is also possible to get “sprinkler skipping" as 
water flow from an activated sprinkler head cools the fire plume or ceiling 
jet and nearby sprinkler heads. It is important to recognise that sprinkler 
systems are not activated by smoke or low-temperature gases, so they are 
not capable of activating in response to a smouldering fire. 

There are several variations on the basic sprinkler design, intended to 
deal with unusual ambient conditions or particular risks. Many codes and 
standards are available to cover aspects of the design, specification, instal- 
lation and maintenance of sprinkler systems, e.g. EN 12845 and NFPA 13. 
Installations in timber buildings may require special attention to secure 
correct fixings, some guidance is given by Lignum (2019). The spray pat- 
tern and the design density of sprays are important aspects of any sprinkler 
system design (Figure 10.2). 


10.3.3 Wet-pipe and dry-pipe fire sprinkler systems 


There are several different types of sprinkler systems, including wet-pipe 
systems, dry-pipe systems, closure systems and group release systems. 
Wet-pipe systems are by far the most common due to their simplicity and 
reliability. In such a system, all sprinklers are connected to a pipe network 
filled with pressurised water. The water in turn pressurises each individual 
sprinkler head. Wet-pipe systems are more reliable than dry-pipe systems 
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Figure 10.2 Activated sprinklers. 


because there is no delay for pipe-filling and there are fewer things that 
could go wrong. However, sprinklers will not operate in cold areas if the 
water inside the distribution pipes has frozen, so anti-freeze is added to 
sprinkler pipe water in some instances, for this reason. 

Dry-pipe sprinklers have no permanent water pressure in the pipe system. 
Instead, the pipe network is pressurised with air. This is advantageous in 
cold rooms where there is a risk of freezing in the system. When a pressure 
drop occurs such as if a sprinkler is activated or a leak is present in the sys- 
tem, water fills the sprinkler pipe network. In a fire situation, this creates an 
additional delay for water to reach the fire compared to a wet-pipe system. 

Pre-action or closure systems are dry-pipe systems with two separate 
release mechanisms. In addition to the sprinkler thermal element, an exter- 
nal fire detector must also be triggered to activate the system. This reduces 
the risk of water damage that can occur in the event of a malfunction of 
the system. At the same time, this reduces safety as two mechanisms must 
work. 

Deluge or group release systems are activated by a separate fire detection 
system or are triggered manually. Water flow through a “zone” of sprinklers 
is initiated at the same time. The main advantage is that the system effec- 
tively prevents the spread of fire through a lot of water on a local surface. 


10.3.4 Residential sprinkler systems 


Residential domestic sprinklers were introduced in North America in the 
late 1970s as a new tool to reduce the high number of fire victims and 
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increase safety of citizens and firefighting personnel in the United States 
(NCFPC, 1973). Residential sprinkler systems are simpler systems than 
standard sprinkler systems. They usually have the water supply directly con- 
nected to the ordinary tap water system (NFPA 13D, NFPA 13R, INSTA 
900-1, EN 12259-14). The main aim of residential sprinkler systems is to 
control the fire and to increase the time for safe evacuation. These are often 
limited to low-rise residential construction. They are often cheaper than 
other types of sprinklers and they have a reliable water supply, since lack 
of tap water supply is immediately observed. However, their effectiveness is 
dependent on the pressure in the water supply system, they often have less 
robust inspection, testing and maintenance requirements, and they may not 
provide full coverage of all spaces in a building. Unoccupied areas like attics 
are usually not protected. 


10.3.5 Water mist systems 


Water mist systems were originally developed to suppress fires in ship 
engine rooms. They discharge water as much finer droplets than do wet- 
type sprinkler systems, and typically have a relatively low water delivery 
rate. Unlike wet-type sprinkler systems, water mist systems tend not to use 
interchangeable components, and therefore the design and installation of 
the complete system must be carefully controlled by a single supplier. The 
primary mechanism is gas-phase cooling rather than cooling of fuel pack- 
ages by surface application of water. 

Water mist systems from different manufacturers may operate at differ- 
ent pressures, they may use pumps or pressurised cylinders to provide the 
driving force to discharge water through heads which have activated and 
they may produce different droplet sizes. Application of a water mist system 
is based on specific testing of a particular hazard. In addition, individual 
components are subjected to component tests, which have been adopted 
from similar tests for wet-type sprinkler system components. 

Water mist systems in buildings are proving to be particularly cost-effec- 
tive in retrofit applications such as residential units, or to protect specific 
risks such as computer cabinets. They discharge water through specially 
developed nozzles to produce fine droplets, much smaller than traditional 
sprinkler systems. Triggering is typically similar to that used with wet-type 
sprinkler systems, and typically uses an individual glass bulb or fusible 
link to activate individual heads. The droplets are sufficiently small to be 
entrained by convective currents produced by the fire and can be drawn into 
and quickly cool the combustion zone or seat of the fire. They work best 
when used to control a growing fire in a relatively small compartment or 
room (as opposed to an assembly hall or warehouse), where the relatively 
fine water mist provides fire suppression by a combination of wetting, cool- 
ing and oxygen displacement. 
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Currently, the NFPA 750 and EN 14972 standards are available for design 
and installations, and further standardisation work is ongoing. Users of 
water mist fire suppression systems are very much dependent on informa- 
tion and data produced by the manufacturers. Consequently, the design and 
installation of a successful water mist system must take into account the 
probable type and location of fire, the fuel and the immediate environment. 

À recent full-scale experiment demonstrates the effectiveness of a water 
mist system in an open-plan compartment with an exposed timber ceiling 
(Kotsovinos et al., 2022). 


10.3.6 Sprinklers in earthquake areas 


Sprinkler systems, like all mechanical and structural systems, are sensitive 
to earthquakes. In recent years, some design methods and standards have 
been developed (EN TS 17551) which specify requirements for earthquake 
protection of automatic sprinkler systems in accordance with EN 12845. 
These requirements only apply to locations in earthquake zones according 
to EN 1998-1 and for areas subject to peak ground acceleration above 996 
of gravity. 

In Canada, elements and components such as pipes and ducts, as well as 
their connections to the structure, are required to be designed to accom- 
modate the calculated building deflections and lateral force (NBCC, 2015). 
NFPA 13 also provides installation requirements with respect to lateral 
sway bracing and horizontal seismic load to protect piping against damage. 

In New Zealand, seismic design of sprinkler systems is covered in NZS 
1170.5 by Section 8 Structural Design Actions - Part 5: Earthquake Actions. 
Fire protection systems are included in Category P.5 for high importance 
level (IL4) buildings, or Category P.6 for other buildings. These code clauses 
apply to any components which are essential for occupation of the building. 
There are also requirements for the seismic design of sprinkler system tanks 
in NZS 4541, Clause 6.6.3. 


10.4 SPRINKLER EFFECTS ON FIRE SAFETY 


Sprinklers have beneficial effects on fire development, property protection 
and life safety. 


10.4.1 Effects on fire development 


The majority of sprinkler systems are designed to control a fire by cool- 
ing the fire gases and the burning surfaces, and pre-wetting surrounding 
material to stop the fire from spreading. The design intent is to control the 
fire until it is finally extinguished by the fire service or staff using portable 
equipment. In reality, in many cases, the design intent is exceeded, and the 
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fire is actually extinguished by the sprinkler system (CAENZ, 2008). This 
is probably related to the fact that the fire size at sprinkler actuation is much 
smaller than the design coverage area and is supported by statistics stating 
that 95% of all fires activate four or fewer sprinkler heads (Hall, 2010). 

The effect of sprinklers on the heat release rate in fires has been studied 
in a number of experiments (e.g. Madrzykowski & Vettori, 1992) and in 
compartments with exposed CLT surfaces (Tests 4 and 5 from Zelinka 
et al., 2018), as shown in Figure 10.3, where the sprinklered scenarios 
are represented by the dashed line (Figure 10.3a) and from Tests 4 and 5 
(Figure 10.3b) of which Test 5 had 20 minutes delayed manual activation. 
In these experiments, the heat release is reduced to almost zero after just a 
few minutes. 


10.4.2 Property protection by sprinklers 


Property protection was the initial aim of using sprinklers. Sprinklers were 
first used in industries of many different types, including sawmills. Now 
the use is extended to official and commercial buildings like assembly halls, 
shopping malls and other complex buildings. Testing procedures for cul- 
tural heritage applications with water mist to secure the invaluable property 
have also recently been developed (Arvidson, 2020). This includes several 
old timber churches in Norway and Sweden and their wall and ceiling 
paintings. 

Sprinklers are especially recommended in tall timber buildings (Buchanan 
et al., 2014) since they create the possibility of a fire being extinguished or 
controlled well before the timber structure comes at risk of being involved 
in the fire. Building codes in many countries require all buildings to be pro- 
tected by automatic sprinklers when they exceed a certain height, regardless 
of the type of construction (combustible or non-combustible). 


10.4.3 Life safety by sprinklers 


Sprinklers designed specifically to save lives were introduced in the United 
States in the 1970s as so-called residential sprinklers (Robertson, 2000; also 
see Section 10.3.2). As a result, firefighting agencies planned life and prop- 
erty loss-reduction strategies for handling incidents before they occurred. 
Residential sprinkler installation was such a strategy, but used mainly in 
some areas such as Vancouver, British Columbia, and in Scottsdale, Arizona 
(City of Scottsdale, 2022), where their use was made mandatory. Ahrens 
(2021) reports that fires in homes with sprinklers present resulted in a death 
rate of 88% lower and an injury rate of 28% lower than for fires in homes 
without sprinklers. 

Purser (2001) found that sprinkler systems were highly effective in 
extinguishing fires rapidly, before conditions could threaten the occu- 
pants. Although there was significant smoke-logging, levels of heat and 
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Figure 10.3 Sprinkler effect on the fire development for a sofa fuel package (Madrzykowski 
& Vettori, 1992) and CLT compartments (Zelinka et al., 2018). 


toxic products were low, so there was ample time for occupants to escape 
without suffering serious injury. Further observations were that sprinklers 
may result in some impaired visibility during the early stages after sprin- 
kler activation, particularly in the close vicinity to the sprinklered area. 
However, the use of sprinklers usually produces less loss of visibility than 
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an equivalent unsprinklered fire in spaces contaminated with fire effluent. 
There was a significant benefit in terms of improved tenability resulting 
from a considerable decrease in heat and concentrations of irritant and 
asphyxiant gases. 

Residential sprinklers and water mist nozzles in a residential fire scenario 
have recently been evaluated (Arvidson, 2017, 2022). It concludes that the 
performance of the water mist nozzles was comparable to or better than 
the residential sprinkler at approximately half of the water flow rate for the 
tested fire scenarios. 

Sprinklers are often installed in very tall buildings in order to secure safe 
evacuation in cases where the fire service cannot evacuate by exterior lad- 
ders or sky lifts. 


10.4.4 Cost-benefit analysis 


The costs for installing sprinklers have often been used as an argument 
against, but the additional costs per square metre of a sprinklered residen- 
tial area are usually in the order of the costs for a carpet. 

Cost-benefit analyses have been used with very different outcomes, 
mainly depending on what is included in the analyses and how costs are 
calculated. In some cases, sprinklers were found to be cost-efficient in resi- 
dential buildings, e.g. in Norway, where they are included in the building 
regulations (TEK, 2017), and also in New Zealand (Duncan et al., 2000). 

BRE published an international cost-benefit study on residential sprin- 
klers (Fraser-Mitchell and Williams, 2012). They concluded that residential 
sprinklers are cost-effective in homes for elderly, children and disabled per- 
sons, in blocks where costs are shared and in traditional homes with at least 
six bedsits per building where costs are shared. 

A recent study presents a cost-benefit analysis using judgement value 
analysis for residential sprinklers (Hopkin et al., 2019). It provides a frame- 
work for how objective regulatory impact assessments could be undertaken 
in the future. It concludes that installations may offer a net benefit at least 
in some countries, e.g. in the United States and in Wales. 


10.5 SPRINKLER RELIABILITY, PERFORMANCE 
AND EFFECTIVENESS 


Reliability, performance and effectiveness are central parameters that need 
to be addressed when considering the effect of a sprinkler system (Nystedt, 
2011). 


10.5.1 Sprinkler reliability 


Bukowski et al. (2002) define reliability as an estimate of the probability 
that a system or component will operate as designed over some time period. 
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The term unconditional reliability is an estimate of the probability that a 
system will operate “on demand.” A conditional reliability is an estimate 
that two events of concern, i.e. a fire and successful operation of a fire safety 
system, occur at the same time. They use a term “operational reliability,” 
i.e. a measure of the probability that a fire protection system will operate as 
intended when needed. The operational reliability is a measure of compo- 
nent or system operability and it does not take into account the possibility 
that system design does not match the fire hazards in the building. Therefore, 
there is a need to provide additional information on the likelihood that the 
fire development is within the design boundaries. Such measure of reliability 
is defined as the *performance reliability," i.e. a measure of the adequacy of 
the system design. A common approach to describe performance of a sprin- 
kler system is to use terms such as Required Density Delivered (RDD) and 
Actual Density Delivered (ADD). 

Available sources on reliability show some variability in the likelihood of 
successful sprinkler operation. The most likely cause of the flaws is that the 
collection of statistics does not recognise whether or not the fire was large 
enough to activate the sprinkler system or if the sprinkler system failed to 
operate when the fire was large. US statistics (Hall, 2010) indicates that 
the fire is too small to activate sprinkler heads in 6596 of the fires. If this 
information is not considered in the collection of data, the reliability figures 
will be quite misleading. What is worth noting is also that a large portion 
of the fires either self-extinguish or is extinguished by manual intervention. 
Another aspect to consider when assessing the appropriate reliability fig- 
ures for a specific trial design is if the system is designed in complete accor- 
dance with the standard, e.g. EN 12845, or if there are notable deviations. 
Reviews of sprinkler systems effectiveness (Frank et al., 2013, Ahrens, 
2021) state that the reliability is in the neighbourhood of 90%. 

Jensen and Haukg (2010) provide evidence on performance of sprinklers 
in fire by a compilation of accessible sources. The report addresses sprin- 
klers, residential sprinklers and water mist for protection of residential, 
care, hospital, office, education and retail type of buildings. The informa- 
tion provided could be used as a knowledge base for anyone interested in 
sprinkler performance in various situations. 


10.5.2 Sprinkler effectiveness 


Fire Chief Len Garis and co-workers have published a range of detailed 
studies about sprinkler effectiveness, casualties, statistics on extent of dam- 
age, etc. in Canada showing that sprinklers are efficient in saving lives and 
property, especially in combination with alarm systems (Garis et al., 2012, 
2017, 2019a and b; Maxim et al., 2013). 

Reliability data on fire sprinkler systems has been collected and analysed 
(Fedóy and Verma, 2019). They presented an overview of studies from 1990 
onwards with reliabilities over 90%. They also applied a methodology to 
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validate scientific studies used in social sciences and concluded that there is 
a lack of knowledge of what an extinguishing system is, of different sprin- 
kler systems and that they may perform differently. They suggested a sys- 
tematic approach to understand the present variability in reliability data for 
sprinkler systems. 

It should be noted that the reliability of sprinkler systems usually is higher 
than for many systems of passive fire protection, fire doors probably being 
the most obvious example with reliability levels down to 70% or less (BSI 
PD 7474-7). 


10.5.3 Sprinkler management procedures 


If a sprinkler system forms an integral part of the fire strategy for a build- 
ing, it is essential to ensure that management procedures are in place to 
cater for those periods when the sprinkler system is not functional. Such 
procedures may include the following: 


• Limit any planned shutdown to lower risk periods, when building 
occupant numbers are low. 

• Isolate the area without working sprinklers from the rest of the prem- 
ises by fire-resisting material. 

e Avoid high-risk processes such as “hot-work.” 

* Train and deploy additional staff as fire patrols. 

• Wherever possible, evacuation of occupants should be immediate and 
total with phased evacuation avoided. 

• Inform the local fire and rescue service. 


10.6 FIRE SAFETY DESIGN WITH SPRINKLERS: 
IMPLEMENTATION IN DIFFERENT COUNTRIES 


The implementation of alternative fire safety design with sprinklers varies 
between countries. In some countries, sprinklers are required for timber 
buildings with more than a few storeys, as shown in Table 10.1. In other 
countries, sprinklers may be used for alternative fire safety design. 

The data below are from a recent investigation (Ostman, 2022). More 
information on national regulations is given in Chapter 4. 


10.6.1 Countries with sprinkler requirements 
for taller timber buildings 


The requirements may be expressed as the maximum number of storeys for 
a building with load-bearing timber structure or as the maximum height of 
a timber structure. They may be different for residential and office buildings, 
as shown in Table 10.1. Table 4.3 provides more comprehensive information. 
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Table 10.1 Countries with sprinkler requirements for buildings with load-bearing 
timber structure (requirements for non-sprinklered buildings in brackets) 


Maximum number of storeys 


Country Residential buildings Office buildings Comments 
Australia 8 (3) 8 (2) 

Canada 12 (3) 12 (3) Applies from 2020 
China 5 (3) 5 (3) 

Estonia 8 (4) 8 (4) 

Finland 8 (2) 8 (2) 

Ireland 4 (3) 4 (3) 

UK NL (3-4) NL (10) 

USA 18 (0) 18 (5) Applies from 2021 
NL=No limit. 


10.6.2 Countries with possibilities for alternative 
fire safety design with sprinklers 


In addition to saving lives, sprinklers may allow for an alternative design 
of buildings. Requirements on passive fire protection to provide means of 
safe egress may be at least partly reduced, as shown in Table 10.2 and 
Figure 10.4. This will facilitate a more flexible use of alternative building 
products when sprinklers are installed. In some countries, wooden facade 
claddings may, for example, be used in sprinklered buildings, which is logi- 
cal, since the risk of flames out of a window from a fully developed fire is 
eliminated if the sprinklers operate effectively (Nystedt, 2011). 


Australia 


The Australian prescriptive building regulations allow construction of all 
buildings up to an effective height of 25 metres from timber, as long as 
the timber is encapsulated with an insulating material and sprinklers are 
installed. This form of construction is termed “fire-protected timber.” For 
example, external walls have traditionally been required to be completely 
non-combustible, over two storeys high. Fire-protected timber construction 
is now allowed if it meets the requirements (England, 2016). 

For low- and mid-rise residential buildings, there are several prescriptive 
solutions in the building regulations. In most cases, there are additional 
reductions in fire resistance with voluntary inclusion of sprinklers. 


New Zealand 


The New Zealand Building Code Verification Method for calculating the 
required fire resistance in post-flashover fire allows a 50% reduction in 
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Table 10.2 Examples of reduced requirements on passive fire protection in sprinklered 
residential buildings in some countries 


Reduced requirements on passive fire protection in sprinklered buildings 
(requirements for non-sprinklered buildings in brackets) 


Wooden internal 
linings 


ped Number of 
claddings. ee ЫННА 
Number of Escape 
Country storeys Flats routes Fire resistance, min Comments 
Australia 2 (2) NL 0 (0) Two to three For fire-protected 
(NL) storeys: load- timber construction, 

bearing — 30 the incipient spread of 
minute reduction fire requirement may 
Non-load-bearing dominate the system 
no requirements construction, reducing 
Four to eight the effect of fire 
storeys: resistance reduction 
Non-load-bearing 
— 45 min 

Canada 6 (3) 6 (3) 0 (0) No limit іп certain cases 

Europe - - - Fire load EN 1991-1-2 
decreased to 
6176 of normal 
fire load 

Finland 8 (2) 8 (2) 0(0) Longer distance in 

escape routes 
Sweden 8 (2) 8 (2) 0(0) - Longer distance in 
escape routes 
USA 3 (3) NL Limits No reduction for ^ Limits apply based on 
(4)  apply(4) sprinklers Occupancy use type 


NL = No limit. 


New active 
suppression system 


Required 
safety Relaxation in 
level traditional 
protection 


Figure 10.4 Principle for fire safety design by sprinklers. Increased fire safety by instal- 
lation of sprinklers may lead to relaxations in the passive fire protection 
features, and still fulfil the same or higher safety level (Ostman et al., 2002). 
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the fire load energy density if sprinklers are installed (MBIE, 2020b). The 
same principle is applied to the Acceptable Solution (the prescriptive code) 
which allows the 60-minute fire resistance rating for many buildings to 
be reduced to 30-minutes when an automatic sprinkler system is installed 
(MBIE, 20202). The Acceptable Solution allows many other reductions in 
fire precautions when sprinklers are installed in buildings. 

The New Zealand Building Code requirements for internal surface fin- 
ishes (Clause 3.4) also include concessions for sprinklers (DBH, 2012). 


Canada 


The National Building Code of Canada (NBCC, 2015) prescribes the use 
of automatic sprinklers based on a number of factors, such as the build- 
ing occupancy group, type of construction and building height (number of 
storeys). For example, a building of the residential occupancy group would 
require sprinklers if the building is made of timber construction and greater 
than three storeys. All buildings greater than six storeys, regardless of their 
type of construction, are required to be fully protected by sprinklers. 

Moreover, the use of sprinklers generally allows designers to waive or 
reduce prescriptive fire protection requirements such as increasing the spa- 
tial separation between buildings, relaxing travel distance for safe egress, 
allowing interior finish materials of greater flame spread rating and elimi- 
nating the need for roofs to provide a fire resistance rating. 

Given that sprinklers are already required in many prescriptive provi- 
sions of the NBCC applicable to low- and high-rise buildings, there are little 
opportunities to support the use of sprinklers as an alternative solution or a 
performance-based design intended to waive or reduce the level of fire pro- 
tection requirements in Canadian buildings, although the NBCC (Clauses 
3.2.2.47-3.2.2.54) allows combustible building materials and larger floor 
areas if sprinklers are installed. 


The United States 


For timber buildings, the International Building Code (IBC, 2018) has a 
range of different construction types, allowing non-fire-rated low-rise build- 
ings, and buildings up to 18 storeys with 180 minutes fire resistance ratings. 
For low-rise buildings, sprinklers are required based on the use group, with 
sleeping uses requiring sprinklers, regardless of height. For offices, assem- 
bly and other uses, sprinklers are required once buildings reach four or five 
floors. The IBC does provide trade-offs when sprinklers are included, with 
additional height, building area and travel distances permitted. 

As sprinkler protection is required for low- and medium-rise buildings, 
there is little scope for performance-based solutions to use sprinkler protec- 
tion as a means by which to relax other building requirements, such as fire 
resistance ratings. 
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Europe 


A reduction of the fire load if the fire cell is equipped with an automatic 
sprinkler system is included in the present version of Eurocode 1 (EN 1991- 
1-2) and also in the drafts for the next version. The fire load can then be 
reduced in the base case to 61% of its original value. The method is proba- 
bilistic based on the variable fire load, as described in Section 10.6. 

The application of a reduction of the movable (variable) fire load can be 
traced back to the reliability of the sprinkler system, the fire cell size, the 
distribution of the fire load and the overall safety concept. Consequently, 
the material-independent reduction can be applied also in buildings with 
fire-exposed structural timber. However, the specified reduction should be 
applied only to the movable fire load and should not be applied to the addi- 
tional fuel load-exposed timber surfaces. 


Finland 


In Finland, a lower fire exposure than for non-sprinklered buildings can be 
used when carrying out performance-based design of sprinklered buildings 
in which sprinklers are not the basic requirement. The height limits for 
timber buildings are increased when sprinklers are provided, as shown in 
Tables 10.1 and 10.2. 

For up to two-storey timber buildings (where sprinklers are not required), 
the use of sprinklers enables wider use of wooden interior linings, e.g. in 
schools, nurseries, sport halls and office buildings. 


Sweden 


In Sweden, four separate reductions in fire precautions are permitted if 
sprinklers are installed, based on research by Nystedt (2011): 


* Combustible facade cladding up to eight storeys 

• Decreased requirements on surface linings in apartments in multi-sto- 
rey buildings, down to class D-s1, dO (the European reaction-to-fire 
class for normal wood panels) 

• Decreased requirements on fire spread through windows in the same 
building 

* Increased walking distance in escape routes 


10.6.3 Examples of reduced fire 
precautions with sprinklers 


The effect of residential sprinklers on a fire in an ordinary living room 
has been demonstrated in a Swedish project (Ostman et al., 2002) (see 
Figure 10.5). It is evident that the fire damage is limited if sprinklers are 
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Figure 10.5 After a fire in a living room, left without sprinklers and right with sprinklers 
protection (Ostman et al., 2002). 


Figure 10.6 Exterior wood cladding permitted in а sprinklered building at the BoOl 
building fair in Malmó, Sweden (Ostman et al., 2002) 


installed. No significant water damage has been experienced, since the 
water supply from sprinklers is far less than from a fire brigade arriving at 
a much later stage. 

Modern multi-storey timber buildings with exterior wood facade clad- 
ding are examples of the implementation of fire safety design with sprin- 
klers (see Figure 10.6). Wood facade cladding would not be permitted in 
such buildings with no sprinklers installed. 
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10.7 JUSTIFICATION FOR REDUCED FIRE 
PRECAUTIONS WITH SPRINKLERS 


As shown in Table 10.2, and mentioned in Chapters 2 and 4, prescriptive 
codes in many countries allow fire resistance ratings and other fire precau- 
tions to be reduced, or fire compartment areas and travel distances to be 
increased when an automatic sprinkler system is installed. 

It can be difficult to justify such trade-offs for the following reasons. If an 
automatic suppression system can be relied on with total certainty, no fire 
resistance or passive fire protection is necessary. However, no sprinkler sys- 
tem is 100% effective, so the question is what level of fire resistance should 
be provided, given the reliability of the sprinklers and the probability of an 
uncontrolled fire. 

No national codes allow a total trade-off for sprinklers, but many codes 
allow a partial trade-off, assuming that in a sprinklered building, the prob- 
ability of an uncontrolled fire is much less likely than the probability of a 
sprinkler-controlled fire. 

As an example, if the sprinkler system fails when street water supplies are 
destroyed by an earthquake or an explosion, the resulting fire will have the 
same severity as if there had been no suppression system, so there should 
be no trade-off for sprinklers unless the low probability of this extremely 
unlikely event is taken into account. 

Quantitative justification for partial trade-offs is not easy, but two pos- 
sible probabilistic arguments are given: 


1. If the fire resistance normally specified for burnout of a fire compart- 
ment in an unsprinklered building has an inherent safety factor of 2.0, 
then in the very unlikely event of such a fire due to sprinkler failure, 
that safety factor could be reduced to as low as 1.0, hence a 50% 
reduction in the fire load. Such an argument can only be justified if 
the method of specifying fire resistance for unsprinklered buildings is 
sufficiently conservative in the first instance. 

2. Eurocode 1 Part 1.2 (EN 1991-1-2) specifies that for calculating fire 
resistance, the moveable fuel load in a sprinklered building can be 
taken as 61% of the design fuel load (see Section 10.6.2). This reduc- 
tion results in the 80th percentile fuel load being reduced to the most 
likely fuel load, for design of sprinklered buildings. 


If these probabilistic arguments are to be used as justification for reduc- 
ing fuel load when sprinklers are installed, it is essential that automatic 
sprinkler systems be designed to be as reliable as possible, with enhanced 
reliability for tall and very tall timber buildings. 

A quantitative risk assessment is a better way of justifying trade-offs 
resulting from active fire suppression systems. See Chapter 11 for perfor- 
mance-based design methods. 
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10.8 CONCLUSIONS 


An automatic fire sprinkler system can play an important role in the fire 
safety design of timber buildings. Provided that they are installed correctly 
and operate effectively, sprinklers will control or extinguish a fire at an 
early stage and prevent flashover. Requirements for installing sprinklers 
vary considerably from country to country. An increased use of sprinklers 
in residential buildings would considerably decrease the number of fire vic- 
tims, independent of the construction materials used in those buildings. 
Building designs to incorporate sprinkler systems may facilitate increased 
use of timber, to be used as the structural material, the internal linings or 
the external facade. Reliable sprinkler systems are essential in tall buildings 
of any material, and especially so for tall timber buildings. 
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SCOPE OF CHAPTER 


This chapter provides an overview of the application of performance-based 
approaches to the fire safety design of timber buildings. Performance- 
based design methods are relevant for the design of tall timber buildings 
and other timber buildings that vary from accepted prescriptive solutions. 
Performance-based design approaches are commonly categorised as deter- 
ministic or probabilistic methods and should be applied in accordance with 
the applicable regulations, building codes and standards. This chapter 
provides references to detailed information that should be consulted when 
undertaking performance-based designs. 


ПЛ INTRODUCTION 


11.1.1 Performance-based design 


The performance-based design definition in the SFPE Engineering Guide 
to Performance-Based Fire Protection (SFPE, 2007a), with modifications 
to provide a general definition of performance-based design and to identify 
the need for performance criteria to be defined early in the design process, 
is provided below. 


Performance-based design is an engineering approach based on: 


* agreed or prescribed fire safety goals, objectives and performance 
criteria, 

* deterministic and/or probabilistic analysis of fire scenarios, and 

* assessment of design alternatives against the performance criteria 
using accepted engineering tools and methodologies. 


Performance-based design is founded on the principle that a building design 
must meet design goals and objectives (also referred to as drivers and con- 
straints) and the goals and objectives need to be converted into quantified 
performance criteria, in order to identify optimal solutions and to enable 
compliance of the design to be demonstrated by means of appropriate anal- 
ysis methods in a transparent manner. 

Methods of quantitative analysis, as identified in the above definition, 
are commonly classified as deterministic or probabilistic (risk-based). 
Whichever approach is adopted, the definition and quantification of appro- 
priate fire scenarios is critical. 

When performance-based design methods are applied to buildings, com- 
mon objectives such as limiting the risk to life or property require the con- 
sideration of both the frequency of occurrence and consequences of fire 
scenarios and hence the performance criteria and analysis methods need to 
address risk. This can be achieved by either explicitly defining performance 
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criteria in terms of risk and undertaking a quantitative risk assessment or 
implicitly by undertaking deterministic analysis and defining performance 
criteria in terms of the consequences of one or more credible worse-case fire 
scenarios. The selected or nominated credible worse-case scenarios infer a 
tolerable frequency of occurrence, although this is not normally explicitly 
quantified (Table 11.1). 

When deterministic approaches are adopted, design fire scenarios are 
typically selected based on either a best estimate (also referred to as typical 
or credible scenarios) or more conservative estimates (referred to as cred- 
ible worse- or worst-case scenarios). For life safety applications which are a 
major focus for building regulations and codes worse/worst-case scenarios 
are generally adopted. The terms worst and worse are often interchanged. 
In this chapter, the term credible worse case has been adopted because gen- 
erally a challenging design fire scenario is derived to represent an acceptable 
level of risk if the performance criteria are satisfied, not the most severe 


Table 11.1 Summary of design scenarios nominated in the Verification Method CV4 in 
the Australian National Construction Code 


Ref. Design scenario Design scenario description 


BE Fire blocks evacuation route A fire blocks an evacuation route 


UT Fire in a normally unoccupied 
room threatens occupants of 
other rooms 


A fire starts in a normally unoccupied room and 
can potentially endanger a large number of 
occupants in another room 


CS Fire starts in concealed space A fire starts in a concealed space that can 
facilitate fire spread and potentially endanger a 


large number of people in a room 


SF | Smouldering fire A fire is smouldering in close proximity to a 
sleeping area 

HS Horizontal fire spread A fully developed fire in a building exposes the 
external walls of a neighbouring building (or 


potential building) and vice versa 


VS X Vertical fire spread involving A fire source exposes a wall and leads to 
cladding or arrangement of significant vertical fire spread 
openings in walls 
IS Fire spread involving internal Interior surfaces are exposed to a growing fire 
finishes that potentially endangers occupants 
FI Fire brigade intervention Facilitate fire brigade intervention to the degree 
necessary 
UF | Unexpected catastrophic A building must not unexpectedly collapse 
failure during a fire event 
CF Challenging fire Worst credible fire in an occupied space 
RC  Robustness check The requirements of the NCC should be 
satisfied if failure of a critical part of the fire 
safety systems occurs. 
SS Structural stability and other Building does not present risk to other 


properties 


properties in a fire event. Consider risk of 
structural failure 
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scenario that could be devised through a simultaneous failure of all compo- 
nents of a fire safety design at the same time as an extreme fire event occurs. 

Fire safety designs for complex buildings often require multiple fire pro- 
tection systems that interact with the building and occupants, and provide 
appropriate levels of redundancy, to address fire events where one or more 
fire protection systems may fail as well as addressing variations in human 
behaviour. It is therefore important to adopt a holistic risk-based approach 
to fire safety design which takes account of these interactions and probabili- 
ties of failures of fire protection systems. 

The broader community tends to be more averse to hazards that lead 
to multiple fatalities from a single event and therefore for larger buildings 
with large populations, it may be necessary to consider both individual and 
societal risks when undertaking quantitative risk assessments to ensure that 
societal expectations are satisfied. The following definitions can be applied 
to individual and societal risk: 


* Individual risk can be defined as the frequency at which an individual 
may be expected to sustain a given level of harm from the realisation 
of a specified hazard (e.g. fire) in the subject building. 

* Societal risk can be defined as the frequency that a number of people 
may be expected to sustain or exceed a specified level of harm in the 
subject building(s) from the realisation of a specified hazard. 


11.1.2 Early developments 


Most building codes provide prescriptive building solutions which are in 
effect specifications that can be adopted to satisfy the applicable build- 
ing legislation. These typically reference national or international product 
standards, testing standards and engineering design methods. They can be 
applied with a high level of confidence that the design will comply with the 
building code provided that the building is documented and constructed in 
accordance with the code and referenced documents. For many buildings 
this may be the preferred option, provided the designs are also compatible 
with other design drivers and constraints, and the buildings are not unusual 
or innovative. For large and more complex buildings or also existing build- 
ings where many drivers and constraints and/or innovative building systems 
are being considered, prescriptive approaches might not be able to provide 
an optimal solution and an alternative pathway may be needed. 
Historically, building codes and/or building regulations have included 
alternative pathways to allow variations and modifications to prescribed 
solutions for buildings on a case-specific basis. These were generally 
accepted on the basis of demonstrating equivalence to an accepted prescrip- 
tive solution. In its most basic form, one fire protection measure is removed, 
and an alternative is introduced that is considered to be at least as effective. 
The term “trade-off” has commonly been used to describe this approach. 
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The development of performance-based design and risk assessment 
approaches began in the early 1970s and a summary by Meacham (1996) 
identified key outcomes from this period: 


• The observation by Fitzgerald (1985) and others in the United States 
that the various fire safety measures in a building combine to form 
a single fire safety system. This eventually led to the development 
of what is now known as the fire safety concepts tree (NFPA, 550, 
2022) 

• Inthe late 1970s in Australia, the application of risk assessment mod- 
elling to fire safety design of buildings was introduced by Beck (1983). 


The fire safety system approach is also commonly referred to as a holistic 
approach. 


Further developments continued throughout the 1980s and 1990s with the 
UK Building regulations being published in a performance-based format 
in 1985 with several other countries also introducing performance-based 
approaches in the 1990s. During this period, numerous guidance docu- 
ments were developed: 


* Draft national building fire safety systems code. Building Regulation 
Review Task Force, Microeconomic Reform: Fire Regulation, 
Department of Industry Technology and Commerce, Canberra, 
Australia (Beck, 1991) 

e Fire Engineering Design Guide, First Edition. University of Canterbury, 
Christchurch, New Zealand (Buchanan, 1994) 

e Fire Engineering Guidelines, First Edition, Sydney (FCRC, 1996) 

e British Standard DD240-1(1997), Fire Safety Engineering in Buildings: 
Guide to the Application of Fire Safety Engineering Principles 


Currently, many countries allow performance-based pathways as alterna- 
tives to prescriptive approaches, although permissible approaches and the 
extent to which acceptable risk levels are articulated vary. 


11.1.3 Overview of the fire safety design process 


A generic high-level fire safety design process for a building is shown in 
Figure 11.1, which is an enhanced version of a flowchart from England and 
Iskra (2021). It includes the following procedures which need to be under- 
taken in close consultation with the relevant stakeholders: 


e Identification and documentation of mandatory and voluntary 
objectives 
• Selection of compliance pathways 
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Mandatory objectives 
(e.g. applicable codes and Voluntary objectives 
regulations) from stakeholders 


Critical societal drivers (Drivers and constraints) 
and constraints 


Prescriptive 


Select 
compliance 
pathway 


Prescriptive 
pathway 


Performance-based 


Undertake hazard analysis and 
derive essential performance criteria 
in consultation with key stakeholders 


Identify potential (trial) designs 


Prepare preliminary design 
documentation 


Select methods of analysis and 


appropriate design scenarios 


Check compliance 
with essential 
performance criteria 


Check compliance with 


voluntary criteria 


Check compliance with 
mandatory criteria 


Are performance 
criteria satisfied? 


Finalise documentation of selected 
compliant design 


Figure 11.1 Overview of the design process. 
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e Hazard analysis 

• Derivation of essential performance criteria 

• Identification of one or more potential (trial) fire safety solutions 
(strategies) 

• Development of preliminary design documentation of the preferred 
potential building solution 

• Selection of methods of analysis and appropriate design scenarios 

• Checking compliance against all mandatory and voluntary criteria 

• Development and documentation of the compliant building solution 


There are many minor variations to the above process, depending on the 
applicable regulations and practices. ISO 23932-1 includes another example. 

Although the focus of this chapter is use of performance-based design 
to demonstrate compliance with applicable building codes, there are other 
objectives that the designer needs to account for. Some of these may be man- 
datory such as the application of safe design principles through workplace 
health and safety legislation whereby hazards during installation, mainte- 
nance and normal use of buildings need to be considered. Irrespective of 
the regulatory requirements, designers have a duty of care to consider these 
hazards even if not required by a building code. 

Other objectives may be voluntary such as business continuity and 
enhanced levels of property protection (above minimum code requirements). 

Identifying objectives (key drivers and constraints) early in the design 
process facilitates the adoption of a holistic approach to design so that syn- 
ergies between the various drivers and constraints can be exploited and 
design constraints can be managed, allowing an efficient and effective 
design solution to be determined. For example, business continuity require- 
ments may require a large proportion of fires to be kept small leading to 
the adoption of a design strategy based on early automatic suppression. 
Early suppression can then be incorporated in the life safety strategy if a 
performance-based design approach is adopted to demonstrate compliance 
with the relevant building code. 

CIB W14 (Thomas, 1986) identified the protection of life, for both occu- 
pants and firefighters, and the protection of neighbouring property as the 
top-level code objectives. However, the mandatory objectives in building 
codes can vary between jurisdictions, particularly with respect to property 
protection. 

There is further diversification with respect to performance criteria 
which may be specified in building codes as qualitative criteria, quantita- 
tive criteria or a mixture of both. To manage the uncertainty and differing 
interpretations of codes with qualitative performance criteria, a common 
approach is to establish a team of stakeholders to determine the quantitative 
acceptance criteria relevant to a specific project. An example of stakeholder 
agreement is the Fire Engineering Brief (FEB) described in the International 
Fire Engineering Guidelines (ABCB, 2005). 
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Guidelines are available describing possible processes for various juris- 
dictions, but there are significant variations in interpretations between 
stakeholder teams. There is a growing focus on explicitly quantifying per- 
formance criteria in future building codes, e.g. Draft NCC Building Code 
of Australia ABCB 2022, or implicitly quantifying the expected perfor- 
mance using comparative approaches, e.g. INSTA 950. 


11.1.4 Pathways for demonstrating compliance 


There are two pathways that can be followed to demonstrate compliance of 
a building with relevant building codes, a prescriptive pathway or a perfor- 
mance-based pathway: 


* [f the prescriptive pathway is followed, demonstrating compliance of 
the overall design is relatively straightforward in that it is only neces- 
sary to select a predefined combination of provisions from the relevant 
code. Notwithstanding this, demonstrating compliance of individual 
components of the proposed design, such as the fire resistance of ele- 
ments of construction and/or the reaction-to-fire performance, still 
requires significant expertise and diligence. 

* The performance-based pathway provides an option for situations 
where the prescriptive pathway is too restrictive or unsuitable for 
a particular application, or there is an opportunity for innovation. 
It is expected that the application of performance and risk-based 
approaches/methods will be undertaken by appropriately qualified 
and competent engineers in the fields of fire safety and structural engi- 
neering. It is particularly important that users understand the limita- 
tions of any methodology used. 


The term *Fire Safety Engineering" (FSE) is commonly applied to describe 
the process of deriving and demonstrating compliance of a performance- 
based design. Fire Safety Engineering comprises the application of engineer- 
ing methods based on scientific and natural principles for the development 
or assessment of design in the built environment by evaluating design fire 
scenarios and by quantifying the risk associated with the consequences or 
outcomes of these scenarios. See also ISO 13943 for a definition of Fire 
Safety Engineering. 

The two pathways are shown schematically in Figure 11.2. 

There are two major branches in the performance-based pathway: 


* Comparative, whereby the risk associated with a proposed building 
is compared against a benchmark building (usually an accepted pre- 
scriptive solution). The performance criteria generally require the fire 
risk relating to the proposed building to be at least equivalent to the 
selected benchmark building. 
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Figure 11.2 Prescriptive and performance-based pathways for demonstrating compliance 
with building codes and regulations. 


* Absolute, whereby the performance criteria are specified either explic- 
itly in terms of acceptable or tolerable risk or implicitly typically by 
means of the specification of scenarios and required deterministic out- 
comes for each scenario. 


Methods of analysis used to determine compliance can be classified as 
belonging to one of the following types: 


• Quantitative risk assessments 

• Predominantly deterministic assessments, but estimates of frequency 
and probabilities may inform the selection of credible and/or worse- 
case fire scenarios if the fire scenarios are not fully prescribed. 


A third method, qualitative assessments, is shown under the comparative 
branch. This method has low levels of quantification of outcomes and the 
frequency of occurrence. Such methods rely substantially on engineering 
judgements, sometimes supported by fire test data. The use is generally 
restricted to designs where it is possible to determine that a proposed design 
presents an equivalent or lower risk compared to an acceptable prescrip- 
tive solution without undertaking detailed analysis, e.g. designs with single 
variations and/or minor variations from an accepted benchmark prescrip- 
tive solution that can be adequately compared without the need to under- 
take a holistic design. 

There are no clearly defined boundaries between the above types of anal- 
ysis since they have many common features: 


• Qualitative or semi-quantitative engineering judgements are neces- 
sary when applying all methods, particularly where directly applicable 
data is limited to support deterministic assessments and quantitative 
risk assessments. 

• When undertaking a deterministic analysis, the likely frequency of 
occurrence of the design fire scenario infers an acceptable level of risk 
in conjunction with the performance criteria. 
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• When undertaking quantitative risk assessments, deterministic 
techniques may be used to determine the consequences of reference 
scenarios. 


The frequency/probability components within each of the above analysis 
methods are recognised in ISO 23932-1 which broadly classifies all three of 
the above analysis methods as risk assessments. These aspects are discussed 
further in the following sections. 


11.1.5 Sources of further information 


The application of performance-based codes varies between jurisdictions 
and therefore reference should be made to the relevant codes, standards 
and reference material when undertaking performance based-design of a 
building for fire safety. Some general information and national documents 
are summarised below; see References for further details. 


General References/International Standards 


The Evolution of Performance-Based Codes and Fire Safety Design 
Methods (Meacham, 1996) 
Code Official’s Guide to Performance-Based Design Review (SFPE, 
2004) 
Risk Analysis in Building Fire Safety Engineering (Hasofer et al., 2007) 
Fire Risk Assessment (SFPE, 2007b) 
Performance-based Fire Protection (SFPE, 2007a) 
SFPE Handbook of Fire Protection Engineering (SFPE, 2016) 
ISO standards: 
• ISO 16732-1 Fire Safety Engineering — Fire Risk Assessment — 
Part 1 General 
• [SO 16733-1 Fire Safety Engineering – Selection of Design Fire 
Scenarios and Design Fires — Part 1: Selection of Design Fire 
Scenarios 
• ISO/TS 16733-2 Fire Safety Engineering – Selection of Design Fire 
Scenarios and Design Fires — Part 2: Design Fires 
• [SO 23932-1 Fire Safety Engineering – General Principles 


Europe 


Eurocode 1 Actions on Structures – Part 1-2: General Actions – Actions 
on Structures Exposed to Fire (EN 1991-1-2:2002) 

Eurocode 5 Design of Timber Structures — Part 1-2: General ~ Structural 
Fire Design (EN 1995-1-2:2004) 

Fire Safety Engineering - Comparative Method to Verify Fire Safety Design 
in Buildings. Inter-Nordic Technical Specification (INSTA TS 950) 
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Fire Safety Engineering – Guide for Probabilistic Analysis for Verifying 
Fire Safety Design in Buildings. Inter-Nordic Technical Specification 
(INSTA 951) 


UK 


Application of Fire Safety Engineering Principles to the Design of 
Buildings – Code of Practice (BS 7974) 

Structural Timber Buildings – Fire Safety in Use Guidance. Structural 
Timber Association, UK (STA, 2020) 


Australia 


Draft National Construction Code 2022 (ABCB, 2021а) 

Handbook – Fire Safety Verification Method (ABCB, 2019b) 

Fire Safety Verification Method Data Sheets – Handbook Annex (ABCB, 
2019а) 

Australian Fire Engineering Guidelines (ABCB, 20215) 

WoodSolutions – Technical Design Guide 17 – Fire Safe Design of 
Timber Structures – Compliance with the National Construction 
Code (England and Iskra, 2021) 


New Zealand 


Verification Method C/VM2, Framework for Fire Safety Design (MBIE, 
2020) 
Fire Engineering Design Guide (Spearpoint, 2008) 


The United States 


Performance Code for Buildings and Facilities (ICC, 2021) 

NFPA 5000 - Building Construction and Safety Code (МЕРА 5000, 
2018) 

Performance-Based Fire Safety Design (Hurley and Rosenbaum, 2015) 


11.2 HAZARD ANALYSIS AND FIRE SCENARIOS 


11.2.1 Overview of hazard analysis process 


A hazard analysis is undertaken to identify fire hazards and risk factors that 
have the potential to cause harm. The information obtained from the haz- 
ard analysis is then used in conjunction with a preliminary qualitative anal- 
ysis, normally undertaken with key stakeholders, to derive trial fire safety 
strategies, to identify appropriate analysis methods and relevant design fire 
scenarios for evaluation. 
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There are various hazard identification techniques or combinations of 
techniques that can be applied: 


Checklists 

What If Analysis 

Hazard Identification (HAZID) 

Hazards and Operability Analysis (HAZOP) 
Failure Mode and Effects Analysis (FMEA) 
Literature review/review of historic record 


11.2.2 Overview of fire scenarios 


A fire scenario is defined as a qualitative description of the course of a fire 
with respect to time identifying key events that characterise the studied fire 
and differentiate it from other possible fires (ISO 16733-1). 

Essentially, the nature of fires is stochastic, so there is a universe of poten- 
tial fire scenarios that can apply to a specific building. It is not possible to 
undertake specific analyses for all potential scenarios and the number of 
fire scenarios needs to be rationalised for analysis. 

The fire scenario definition is not restricted to the fire development and 
spread, but also includes the performance of various fire protection systems 
and building features that interact with a fire together with human response 
and resilience which impact on the effectiveness of evacuation or avoidance 
strategies and fire brigade intervention. 

This highlights the importance of applying a holistic approach to fire 
safety by considering fire safety as a single system. Nevertheless, breaking 
the fire safety system down into subsystems that interact can be an effec- 
tive simplification for analysis without losing the benefits of considering 
fire safety holistically. An example of a subsystems approach is shown in 
Figure 11.3, but other groupings of subsystems can also be derived. 

ISO 16733-1 describes a nine-step process to identify design fire scenarios: 


. Identification of specific challenges 

. Location of fire 

. Type of fire 

. Potential complicating hazards leading to other fire scenarios 

. Systems and features impacting on fire 

. Occupant actions impacting on the fire 

. Selection of design fire scenarios 

. Modify scenario selection based on system availability and reliability 
. Final selection and documentation 


мо о Да Су сло + 6 н 


To undertake a quantitative analysis, it is necessary to reduce the number 
of scenarios that need to be considered and quantify the related inputs for 
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Figure 11.3 Graphic indicating subsystems adopted for a multi-scenario quantitative risk 
assessment of fire-protected timber construction (England, 2016). 
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the analyses as appropriate. The approach taken to reduce the number of 
scenarios depends upon the selected analysis method. 


11.2.3 Rationalisation of fire scenarios for 
quantitative risk assessments 


If a quantitative risk assessment approach is adopted, the continuum of 
possible fire scenarios is subdivided into clusters and for each cluster, its 
probability of occurrence is defined in conjunction with a representative 
fire scenario such that the consequences for the representative fire scenario 
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can be used as a reasonable estimate of the average consequences of all the 
scenarios within the cluster. 

The overall individual risk is obtained from the sum of the product of the 
consequences and probability for each cluster multiplied by the frequency 
of fires in a building. 

Societal risk is commonly expressed in the form of F-N curves depicting 
cumulative frequencies and consequences, although other formats can be 
adopted for performance criteria such as the specification of the maximum 
frequency that multiple occupants may be exposed to untenable conditions. 
The amount of analysis can be further reduced if scenario clusters can be 
identified where there are no significant adverse consequences in which case 
no detailed analysis of that cluster or the representative scenario is required. 

With this approach, there may still be a substantial number of scenarios 
that are required to be analysed to adequately model the fire safety per- 
formance of a building and its occupants. In these circumstances, multi- 
scenario analysis techniques such as the Monte Carlo Method may be 
employed. A significant advantage with the use of multi-scenario analyses is 
that the impact of variability of inputs is included in the analysis potentially 
reducing the uncertainty. 

Whilst advances in computer speed and efficiency have facilitated greater 
usage of these methods, the combination of resource-intensive analysis 
methods for consequences such as computational fluid dynamic (CFD) and 
finite element analysis of structures in conjunction with multi-scenario 
analysis still needs to be managed. The use of simpler modelling methods 
for the multi-scenario analysis in conjunction with checks undertaken using 
more precise (resource-intensive) methods for critical scenarios may be nec- 
essary to provide a practical solution. 


11.2.4 Rationalisation of fire scenarios 
for deterministic analyses 


Generally, deterministic analyses are restricted to a limited number of 
design fire scenarios that are closely aligned to the performance criteria and 
are normally intended to represent worse credible scenarios. However, in 
applications where a building code or relevant legislation does not define, 
in quantifiable terms, a worse credible scenario, there is likely to be sub- 
stantial variability in outcomes, especially if absolute analysis methods are 
employed. To some extent, this variability or uncertainty can be reduced if 
comparative analysis methods are undertaken. 

Some common causes for variability include the treatment of the following: 


¢ Common mode failure (e.g. failure of a detection system may lead to 
no automatic alarm for occupants and notification of the fire brigade, 
no activation of automatic smoke management measures, no release of 
hold open devices fitted to fire and smoke doors) 
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e Failures of one or more independent fire protection systems 

* Treatment of distributions for inputs relating to unregulated matters 
such as fire loads, growth rates and ventilation 

e Variability in human response, particularly in residential properties 


The specification of design fires, derived from design fire scenarios, has 
often been recognised as a potential source of uncertainty in performing 
any fire safety engineering assessment. This uncertainty stems mainly from 
the natural variability in fuel load and its configuration, the complexity of 
the compartment fire dynamics (rate of heat and smoke release), the likeli- 
hood of window breakage providing ventilation, as well as the point of 
ignition and subsequent spread of fire to adjacent spaces. 


11.2.5 Prescribed fire scenarios 


Some building codes nominate high-level generic fire scenarios for analysis, 
but these do not exclude the adoption of other scenarios to address hazards 
that are not adequately addressed by the nominated scenarios. The generic 
scenarios may require more than one scenario to be evaluated. For example, 
there may be a large number of occupancy-specific design fire scenarios for 
a particular occupancy. 

NFPA 5000 (2018) nominates the following general scenarios; more 
detailed descriptions and advice are provided in the codes: 


Typical occupancy-specific design fire scenario 

Ultra-fast developing fire in the primary means of egress 
Fire in an unoccupied room near a high-occupancy space 
Concealed space fire near a high-occupancy space 

Slow developing shielded fire near a high-occupancy space 
Most severe fire associated with the greatest fuel load 
Outside exposure fire 


Verification methods referenced by the Australian and New Zealand building 
codes (ABCB, 2020; MBIE, 2020) also specify scenarios for consideration. 
The scenarios referenced in the Australian NCC verification method CV4 
are summarised in Table 11.1 and are adaptations of those originally used in 
New Zealand and included in ISO 16733-1, but CV4 utilises a comparative 
approach rather than an absolute approach for the detailed analysis. 

These high-level design scenarios are specified in qualitative terms with 
matters such as the number of fire locations, fire characteristics and fre- 
quency of the scenarios requiring further development based on the subject- 
building characteristics. In many cases, for each nominated design scenario, 
several design scenarios may need to be derived to address various loca- 
tions, fire growth rates, different ventilation conditions, variations in occu- 
pant response and fire brigade intervention etc. 
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11.3 APPLICATION OF ANALYSIS METHODS 
TO TIMBER CONSTRUCTION 


An overview of the general analysis methods described in the previous sec- 
tions of this chapter when applied to timber construction will be provided 
using a multi-storey apartment building as an example. 

The analysis methods should be selected early in the design process in 
conjunction with the stakeholders, following a hazard identification pro- 
cess, considering the minimum analysis methods required by building 
codes, regulations and approval authorities. For example, if an absolute 
quantitative risk assessment approach is not considered necessary for a 
project, a comparative approach or an absolute deterministic approach may 
be more suitable, depending on the circumstances. 


11.3.1 Hazard identification 


The following are some of the potential fire hazards associated with timber 
construction: 


• Increase in frequency and consequences of fires during construction. 
This may not be a building code requirement or may only be partially 
addressed by building codes. Irrespective of the building code require- 
ments, fires during construction must be fully addressed (i.e. an addi- 
tional objective if not already required), as described in Chapter 13. 

• Increase in fire growth rate if timber elements are exposed to a fire 
source compared to non-combustible elements. In some occupancies 
such as multi-residential buildings, combustible timber linings may be 
commonly used within apartments provided that the reaction-to-fire 
performance can be shown to be acceptable. Higher levels of perfor- 
mance may be required in exit routes. Protection can be fire-retardant 
treatments, non-combustible facings or gypsum plasterboard. 

• Potential increase in the frequency of fires starting either within wall 
and floor cavities or on the surface of walls and ceilings where the 
surface of the timber is exposed. The following are the options to 
address this hazard: 

• Detailing of timber to avoid the creation of cavities with exposed 
timber elements as far as practical 

• Where cavities exist, using cavity barriers and non-combustible 
materials for sound and thermal insulation 

• Detailing of service penetrations to minimise the need for hot 
works within cavities 

e Restricting the use of exposed timber to areas where the likeli- 
hood of ignition is low 

• Addition of automatic sprinkler protection 
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e Ifa fully developed fire occurs and the timber elements are involved 
in the fire: 

* Increase of external flaming at the facade due to additional fuel 
from the construction materials inside the compartment may 
facilitate external fire spread to the floors above, horizontal exter- 
nal fire spread to other buildings and/or fire spread across any 
exposed external timber elements. 

* The fire duration may be increased due to the additional 
fire load causing structural failure and/or failure of the fire 
compartmentation. 

* The severity and duration of the fire may present an increased risk 
to occupants and firefighters and may also reduce the probability 
of successful suppression by the fire service. 

* Potential mitigation measures to reduce the risk include the following: 

e Encapsulation or partial encapsulation of all timber surfaces 

* Encapsulation of most timber surfaces except for specific nomi- 
nated elements, e.g. a feature wall or ceiling, or beams and columns 
Addition of automatic sprinkler protection 
Fire brigade intervention 


Additional hazards that need to be considered, associated with the potential 
mitigation measures, include gross defects associated with the encapsula- 
tion systems, the cavity barriers or the automatic sprinkler system and no 
effective fire brigade intervention. 


11.3.2 Preliminary qualitative and 
quantitative analysis 


A preliminary qualitative analysis is usually the first step following hazard 
identification, to derive potential fire safety designs for further analysis, and 
also to determine and confirm the methods of analysis and the scenarios to 
be considered. 

For relatively minor variations from the prescriptive requirements, a com- 
parative qualitative analysis may be sufficient to demonstrate compliance 
with the building code, if that type of solution is permitted. 

However, a quantitative analysis would typically be required to evalu- 
ate the risks associated with potential fully developed fires for a building 
of predominantly timber construction if the relevant jurisdiction mandates 
non-combustible construction for structural elements. Some quantitative 
analysis of the pre-flashover stages of the fire may still be necessary to deter- 
mine fire and smoke spread prior to flashover, to estimate fire detection 
and alarm times, to identify compromised evacuation paths and to account 
for occupant response, fire brigade intervention and access for firefighting 
purposes, etc. This information is used to estimate the number and location 
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of occupants at risk after flashover and the probability of successful fire 
brigade intervention, amongst other things. 


11.3.3 Fire scenarios for quantitative risk assessment 


If a quantitative risk assessment is to be undertaken, or in order to inform 
the selection of a worse credible scenario for a deterministic analysis, it is 
useful to determine the frequency of flashover fires. 

Figure 11.4 shows a generic graph of enclosure temperatures versus time 
for a small fire enclosure, together with potential fire behaviour and inter- 
ventions that may modify the fire. The top (solid) line in this graph shows 
a fire scenario where the fire reaches flashover and passes through a decay 
phase. The dotted line shows a cooling phase assuming no re-growth, sec- 
ondary flashover or extended periods of smouldering combustion occur- 
ring. The dashed lines show various interventions that can reduce the 
severity of a fire. 

For many structural and fire-separating elements, the structure and/or 
barriers will only be challenged if they are subjected to a fully developed 
fire. 

If a quantitative risk assessment is being undertaken, a simple event 
tree can be constructed, as shown in Figure 11.5. With an estimate of the 
frequency of ignition (F), an analysis of fire data, modelling of fire bri- 
gade intervention and further analysis as appropriate, the probabilities of 
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новина Sprinkler suppression / control (С) 
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—-—- Fire brigade suppression; post-flashover (D2-D4) 


Figure 11.4 Typical design fire for a small enclosure fire. 
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Pc Sprinkler intervention successful 
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Pp, Fire brigade intervention before flashover successful 


No threat to structure 
Flashover 


Figure 11.5 Event tree for occurrence of a flashover fire threatening a structure. 


outcomes P, to Pp; can be estimated so that the frequency of a flashover fire 
occurring (Fp) can be calculated as follows: 


Fio = Fi (1- Ра) (1- Pa) (1- Pe) (1- Pox) 


In this particular scenario, there is no need to evaluate the event tree 
branches that do not lead to flashover any further, because the fire is not 
expected to challenge the structure and/or barriers, simplifying the analysis 
considerably. 

If a deterministic approach is being adopted, the frequency of flashover 
fires is a useful input when determining an appropriate worse credible 
scenario. 

With a sprinkler system design that is fit for purpose and adequately 
maintained, the probability of successful sprinkler intervention is relatively 
high compared to other interventions. From a risk management perspective, 
it is better to prevent a large fire from occurring rather than deal with the 
consequences, and therefore consideration should be given to improving the 
reliability of sprinkler systems through measures such as monitored valves, 
enhanced water supplies and duplication of water supplies in addition to 
regular maintenance and inspection. 


11.3.4 Quantitative risk assessment of 
structure and barrier performance 


The fire dynamics of fully developed fires is covered in detail in Chapter 3. 
This section will focus on the identification of fire scenarios and factors to 
be considered when deriving probabilities and distributions. 

The fire enclosure will be assumed to comprise encapsulated timber 
except for one internal wall with an exposed massive timber surface. 
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If a multi-scenario analysis is undertaken, distributions can be adopted 
for ventilation conditions and moveable fire loads with an additional con- 
tribution estimated from the exposed timber. This will allow a distribution 
of fully developed design fires to be generated that can be individually ana- 
lysed or grouped into clusters yielding representative design fires, each with 
an associated probability of occurrence. 

The following fire brigade interventions should be considered, see 
Figure 11.4 for a graphical representation of the timing and stage of the fire 
when the interventions occur: 


e D1 - prior to flashover: Probability of occurrence used as an input to 
determine probability of flashover not being reached and therefore no 
significant threat to the structural adequacy, integrity and insulation 
performance of fire-resistant structural members or barriers. Refer to 
Section 11.3.3. 

* D2 - fully developed phase: Enclosure temperatures are very high at 
this stage, hence a low probability of successful suppression by the 
fire brigade would be assumed because of the relatively short time 
available prior to flashover. Priority will be given to search and res- 
cue activities. The risk to fire brigade personnel from direct exposure 
to the fire will be significant. Firefighting from the doorway may be 
viable for small enclosures. Similarly, in low-rise buildings, external 
firefighting may be viable and therefore a small probability of success 
may be justified in some cases. 

• 13 - mid decay phase: As the fire passes through the decay phase, 
the fire will tend towards fuel control with a lower likelihood of large 
plumes projecting from doorways, improving the probability of suc- 
cessful suppression and firefighter safety. If the fire transitions from 
flaming combustion to predominately smouldering or char oxida- 
tion, enclosure temperatures will fall further and access for firefight- 
ers within the enclosure for short periods will increase the likelihood 
of successful suppression. If fire brigade intervention does not occur, 
depending upon the enclosure configuration and properties of the tim- 
ber elements, the fire may redevelop, potentially generating a second- 
ary flashover. It is more likely that smouldering combustion will be 
substantially reduced and temperatures will drop. Some smouldering 
may continue in localised areas (e.g. at corners, joints and connec- 
tions where localised radiative feedback between timber surfaces may 
occur), which is represented by D4. 

e D4- end of decay phase: At this stage, the firefighters are able to gain 
safer access to the enclosure and there will be a very high probability 
of successful suppression. 


Close liaison with the relevant fire brigades should be undertaken when 
estimating these probabilities using appropriate models and data sets if 
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available, and scenarios relating to the times to detection and alarm from 
the pre-flashover phase. Further details relating to fire brigade intervention 
are included in Chapter 14. 

When quantifying the performance of encapsulation systems, the poten- 
tial for gross defects such as the substitution with non-fire-resistant protec- 
tion systems should be considered. Whilst this may be considered a very 
low-probability event, recent experience with external cladding systems 
indicates that a scenario evaluating the hazard resulting from gross defects 
should be included in the analysis. A simple flowchart/event tree can be 
used to assign probabilities of occurrence, as shown in Figure 11.6. 

For estimating performance of a properly installed encapsulation system, 
it is common to assume a uniform distribution about a mean value at the 
level of specified performance. However, in addition, the probability of a 
gross defect needs to be incorporated. For example, it could be assumed 
that standard plasterboard is used instead of a fire protective plasterboard, 
e.g. Type X. 

For each scenario, the times and probabilities of successful fire brigade 
intervention should be determined, and the timing and probabilities of the 
possible failure of structural elements and barriers predicted. 


No Does fire protection Yes 
/ structural element 
have a gross 
defect? 


Premature failure for 
structure element / 
barrier 


Typical distribution of 
failure time for structure 
element / barrier 


Fire Brigade suppression successful 
before failure at D2, D3 and D4 


Fire Brigade suppression successful 
before failure at D2, D3 and D4 


Structural element / barrier maintains 
function through decay and cooling 
phase without intervention 


Structural element / barrier maintains 
function through decay and cooling 
phase without intervention 


Structure / fire 
spread failure 


Structure / fire 
spread failure 


Figure 11.6 Flowchart for probability estimates of failure of structural elements or 
barriers. 
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These times should be used in conjunction with the holistic analysis of 
the building to predict the consequences of the failures. For timber encapsu- 
lation systems, the additional contribution to the fuel load from the areas of 
timber exposed by failure of the encapsulation system should be considered. 

This general approach can be applied to absolute or comparative analysis 
risk-based approaches. Provided that effective compartmentation is main- 
tained, well-designed mass timber tends to perform well compared to other 
protected structural elements, potentially increasing the time available for 
evacuation even though the fire severity may be increased due to additional 
fuel load. 

If a deterministic approach is adopted due to the complex interactions 
between components of the building fire safety system and low-probability 
high-consequence events, the comparative approach has significant advan- 
tages over the absolute approach because of the difficulty of defining cred- 
ible worst-case scenarios. 
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SCOPE OF CHAPTER 


With the increasing number of complex and tall timber buildings with a 
significant area of unprotected timber surfaces, questions arise about the 
robustness of these buildings in extreme fire scenarios. In recent building 
projects, measures for robustness have been implemented on an ad hoc 
basis in agreement between the designers and the authorities. This chapter 
discusses general approaches to achieve structural robustness with regard 
to fire design and evaluates them to give guidance for robust fire design of 
timber structures. 


DOI: 10.1201/9781003190318-12 393 


394 Michael Klippel et al. 


12.1 BASICS OF STRUCTURAL ROBUSTNESS 


Regardless of the building material, structural robustness is an important 
characteristic of a structure that prevents damage that is disproportionate 
to the original cause (Agarwal et al., 2012). Structural robustness tends to 
be less important in areas subject to severe earthquakes because buildings 
designed for high seismic loads tend to have a high degree of inherent struc- 
tural robustness for other load cases, including severe fires. 

The mathematical definition for robustness can be described with the 
equation from Starossek and Haberland (2010) to describe disproportion- 
ate collapse P(C) as in Equation 12.1: 


P(C) = P(E) x P(D|E) x P(C|D) 123 


where 
P(C) is the probability of disproportionate collapse 
P(E) is the probability of accident occurring or “Exposure” 
P(D|E) is the probability that damage occurs given this accident or 
“Vulnerability” 
P(C|D) is the probability that collapse occurs given the occurrence of 
damage 


However, for the expression to be complete, the consequences of the said 
damage or collapse need to be evaluated. Without knowing the magnitude 
of the consequences, an insignificant progressive damage which is dispro- 
portionately larger than another insignificant initial damage can appear 
to be very serious according to Equation 12.1. The updated expression to 
include the direct consequences (Су, caused by the initial damage) and 
indirect consequences (Cima, caused by the progressive damage) is given by 
the expectation of total consequences E[C] in Equation 12.2, as derived 
from Baker et al. (2008): 


E[C] - (P(E)« P(D|E))x Coir 
12.2 
+(P(E)x Р(ОЈЕ)х P(C|D)) Cis 


We recommend the reader to refer to Voulpiotis et al. (2019) for further 
information on the state-of-the-art quantification of robustness. 

For tall buildings, collapse is generally not acceptable, thus tall buildings 
must be designed with an extremely low probability of structural collapse, 
even in extreme loading. In case of fire, this may lead to the concept of 
design to withstand burnout (assuming failure of all other safety measures). 
The term “burnout” is discussed in Chapter 3. Robustness extends beyond 
only structural behaviour in fire, but also includes other performance 
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objectives. For example, the extreme case of the fire in the Grenfell tower 
clearly shows that, even if collapse did not occur, many people died due to 
the uncontrolled fire spread in the building. 


12.2 BASICS OF ROBUSTNESS AND 
FIRE SAFETY ENGINEERING 


Fire safety engineering (FSE) incorporates many different aspects related to 
the performance of a structure in a fire situation, and the resulting safety 
for people and society. In European countries, the load-carrying capacity 
of timber members in a fire situation is mainly regulated in Eurocode 5 
(EN 1995-1-2, 2004), while the fire loads are regulated in Eurocode 1 (EN 
1991-1-2, 2002). Interestingly, in contrast to prior versions (ENV 1995-1-2, 
1994), the latest version of Eurocode 5 does not contain a “system effect” in 
the fire situation, taking into account the robustness of a structural system. 
General guidance about FSE is available in handbooks such as the SFPE 
Handbook of Fire Protection Engineering (Hurley et al., 2015) with its sec- 
tion about timber design currently under revision. 

In most countries, rules concerning the spread of fire in a structure (i.e. 
cladding, insulation materials, cavities, sprinklers, etc.), as well as service- 
ability considerations (i.e. the non-structural aspects related to the evacu- 
ation of a structure) are mostly regulated on a national level. Required fire 
safety concepts contain structural, organisational and active fire protection 
measures that must be designed in parallel. All of these measures are subject 
to uncertainty, which is an important aspect to consider in the planning 
of a robust fire safety concept, which aims at reaching a fire safety goal. 
This fire safety goal can be defined on a project basis, including all rel- 
evant stakeholders. Consequently, fire safety goals and accepted or tolerable 
risks are the basis for the definition of required safety measures. A holistic 
design approach towards the robustness of buildings in a fire situation can 
be achieved by tailoring the fire safety concept for the particular building 
and including fire-related risks and the fire safety goals. 


12.3 NORMATIVE FRAMEWORK AND ROBUSTNESS 


There are three approaches to quantify robustness and design for it, in 
increasing complexity. They are listed in the following and discussed in 
more detail in Adam et al. (2018): 


1) Deterministic methods, such as Alternative Load Path Analysis 
(ALPA) and minimum tie forces. They aim to satisfy assumed damage 
scenarios such as failure of a single column. 
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2) Reliability approaches, which compare the failure probabilities of 
damaged and undamaged states. 

3) Risk approaches, which compare the direct and indirect consequences 
and their probabilities. 


Today, most standards for robustness in the built environment are written 
on a prescriptive rule basis, which is implementing deterministic methods 
only. There is, however, room for performance-based design in cases where 
the choice of verification is agreed between parties, e.g. building owner, 
designer, insurance and authority representatives. The help that building 
codes provide to the designer of robustness is known to be notoriously 
vague, and sometimes no explicit requirement for robustness design exists 
(Huber et al., 2019). A survey carried out by Bita et al. (2019) studied 
the experience of practising structural engineers in the field of robustness 
and came to the conclusion that although prescriptive design is the current 
primary approach to implementing robustness design in building codes, a 
performance-based design approach would be preferred. 

The Eurocode EN 1991-1-7 (2010) defines robustness as “the ability of a 
structure to withstand events such as fire, explosion, impact or the conse- 
quences of human error so as not to cause damage that is disproportionate 
to the cause of the damage.” The corresponding ISO standard (ISO 2394) 
gives further possibilities to increase robustness: 


(i) By avoiding critical events 

(ii) By dimensioning of individual components 
(iii) By enabling alternative load paths 

(iv) By reduction of the consequences 


In general, it can be stated that in order to increase the robustness of a 
structural system, the methods or strategies selected must either 


(1) reduce the probability of failure or 
(2) limit the consequence of a failure 


For the former, the designer can increase the size of certain structural mem- 
bers or reduce the probability that the damage occurs in the first place. 
For the latter, which is not well addressed in literature, a sound conceptual 
design is required, for example a design concept that uses compartmenta- 
tion effectively to keep the fire within a room without further spread. 


12.4 EXPOSURE TYPES 


Considering the different types of exposure is paramount for an effec- 
tive robustness design. Exposure may be from structural actions such as 
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accidental loading or material weakness, or from unplanned events such 
as explosions or unexpected fires. While distinctions such as whether the 
exposure is static or dynamic, cyclic or monotonic, short term or long term 
are useful when considering the conceptual design of a building, the pri- 
mary distinction that needs to be taken into account for robustness design 
is whether the exposure is localised or systematic. 

A localised exposure is one that affects only one, or a very small number 
of elements. A systematic exposure is one that affects many or all elements 
(e.g. columns located in one fire compartment). It is very important to realise 
that the vast majority of known and acceptable robustness measures are 
only addressing localised exposures. Worse, if a systematic exposure occurs 
in the structure, those robustness measures may actually worsen, rather 
than improve, the performance of the structure. A well-known example of 
the described systematic exposure in timber engineering is the background 
of the collapse of the Bad Reichenhall Arena, where a so-called progressive 
collapse behaviour appeared, i.e. the failure of an individual main support 
led to the chain-reaction collapse of the entire arena roof structure (see 
Winter and Kreuzinger, 2008). 

Fire exposure is more complex than other accidental loads. Both local 
and systematic exposures need careful consideration before robustness mea- 
sures are implemented. In general, a fire load starts as a localised exposure 
in the initial stages (localised exposure), but can spread quickly to become 
a large event (systematic exposure). Its extent is typically determined by 
taking into account multiple variables, e.g. the type of fire load (with ran- 
domly distributed total value and a heat release rate within certain bounds), 
the failure modes of the glazing, the availability of combustible surfaces 
arranged vertically and/or horizontally, the size and efficiency of the fire 
compartment and countermeasures. In general, it must be made clear that 
fire design is actually addressing a calculated accidental load case where 
certain aspects have been investigated in the past, as opposed to generic 
robustness for “unforeseen events.” Therefore, different strategies may be 
needed to address robustness in localised and systematic cases, and some of 
these strategies may be contradictory. 


12.5 CONSEQUENCES RESULTING 
FROM A FIRE EVENT 


In the event of a fire, active fire protection and organisational measures 
might be sufficient to fight the fire before any flashover occurs, in which 
case only a limited and localised fire exposure will occur. If a fully devel- 
oped fire or a travelling fire happens, the fire will affect several structural 
and separating members, which means that the structural fire safety mea- 
sures and the firefighting strategy are of key importance. Firefighter access 
may be compromised in some cases, after a major earthquake for example. 
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Smoke, elevated temperatures and fire spread are among other relevant con- 
sequences that must be addressed. As the strategies to fight the fire in the 
fire growth phase and the fully developed fire phase are significantly differ- 
ent, it is apparent that both cases must be considered separately, i.e. very 
different goals are followed, e.g. during evacuation and after flashover in 
the same fire compartment. 

Selected different direct and indirect consequences related to a fire event 
can be structured, as presented in Figure 12.1 and given as examples in 
Table 12.1 (please note that this list is not intended to be exhaustive and 
can be extended). 


12.6 EVALUATION OF IMPROVEMENTS 
PERFORMED IN PRACTICE 


In the following, the direct application of a robustness measure taken from 
normal-temperature design is presented. This is followed by a general view 
on the robustness and finally its application for the fire situation for tall 
timber buildings. Additional robustness is not necessary for low-rise timber 
buildings because the consequences of failure are less severe. 


12.6.1 Prevention of progressive collapse 
for the fire situation 


Recently, several tall timber buildings have been finished, among others 
being Mjgstárnet in Norway (see Figure 12.2) and HoHo in Austria. 
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Figure 12.1 Overview of consequences (modified from JCSS 2001 and Schubert 2009). 
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Figure 12.2 (a) Мјоѕсагпес, Norway. At 84.5 metres, it is currently one of the world's 
tallest timber buildings (photo Peter Lang, Rothoblaas). (b) HoHo in Austria 
(photo proHolz Austria / Bruno Klomfar). 


In projects such as the HoHo, the robustness in fire has been addressed 
by activating alternative load paths, where it was shown that any single col- 
umn could fail without leading to a progressive collapse. Other projects are 
applying this approach by verifying design where one or more members can 
be assumed to have failed. This deterministic approach gives information 
of the behaviour of the structure with regard to well-defined exposures, but 
little or no information on the effectiveness of certain measures to increase 
robustness. 

It should be stated that timber structures often use columns with pinned 
supports and single span beams; thus, they are sensitive to disproportion- 
ate overall structural failure in the event of a single element failure. Such 
a structural design concept should not be applied to tall timber buildings. 

Evaluating the actual structural boundary conditions, it should be high- 
lighted that structural elements such as simply supported beams and col- 
umns are fixed in their position not only by frictional forces, but also by 
engineered connections. Thus, these connections allow the transfer of addi- 
tional tensile and shear forces which could be activated in case of the failure 
of one member, see schematic illustration in Figure 12.3. In that example, 
the stabilising effect is created by the additional resistance of the diago- 
nals and their connections, generating forces not considered in the normal 
design. 

Figure 12.3 shows that a failure of an element does not lead immediately 
to a total collapse of the system when the actual connection design activates 
alternative load paths (ALPA). However, in the fire accidental case, the sce- 
nario that only one member is exposed is quite unrealistic since travelling 
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Figure 12.3 Static system with pinned supports of beams and columns before failure 
of the column in the fire compartment (left) and after column failure with 
additional diagonal elements (right). 


29 > © O4 2 Q O on 
oo 29 


Figure 12.4 Static system with pinned supports in fire (a) and a possible situation at an 
advanced stage (b) where a member with increased fire resistance R(x + y) is 
arranged. Note that all exposed columns are in the same fire compartment. 


fires or full compartment fires are quite likely when a significant share of 
combustible structure is present. Figure 12.4a illustrates a more realistic 
scenario with a significant area of a compartment in fire. 

Consider the structure shown in Figure 12.4a where the fire sever- 
ity exceeds that considered in the prescriptive design. If the fire duration 
exceeds the column’s fire resistance, e.g. R(x) (providing x min load-bear- 
ing resistance), failure of the all exposed columns can be expected. In 
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consequence, collapse of the entire structure could be expected, unless the 
overall structure is designed in a way to survive the failure of all columns in 
the fire compartment. The resulting consequences will be disproportionate 
to the marginal exceedance of fire severity. The challenge is to identify the 
most effective measure to increase the robustness of this structure for such 
an accidental scenario. 

One possible solution shown in Figure 12.4b is to prevent disproportion- 
ate collapse by designing key elements, e.g. every second column with addi- 
tional fire resistance (indicated as R(x + y)), allowing redistribution of loads 
from the failed columns to the remaining columns. 

An alternative solution would be to design all the columns with additional 
fire resistance and thus as reinforced elements (indicated as R(x + y)), which 
would be much less effective and lead to much higher costs. This would 
still lead to failure of all the columns if the fire severity exceeds the design 
scenario; however, the probability of this exceedance is greatly reduced. 
Further, it should be noted that this can be achieved as well by combining 
active fire protection with enhanced structural fire engineering provisions. 


12.6.2 Approaches for improved robustness 
for timber buildings 


The key element approach is addressing the vulnerability of the structure 
as per Equation 12.1. Because of this, and along with other challenges of 
key elements (e.g. architectural, element protection), it has been a long 
debate whether “the key element approach” should be considered a valid 
“robustness measure” or not. More details on this debate are presented by 
Voulpiotis et al. (2021). 

The focus for improving robustness must be on reducing the overall prob- 
ability of disproportionate collapse of the building without having to debate 
the categorisation of the individual approaches. Robustness improvements 
should be assessed considering the particular project’s boundary conditions. 

Contrary to the typical robustness designs which address the probability 
of collapse given damage P(C|D) for the fire situation, the safety measures 
may also need to address 


(1) the reduction of the probability of the occurrence of events (exposure), 
P(E), and/or 
(2) the reduction of the structure’s vulnerability P(D | E). 


An optimised combination of measures can be most beneficial. In particu- 
lar, the following measures can be considered: 


(i) Reduction of the probability of critical fire events by sprinklers, includ- 
ing further measures such as independent water supplies, redundant 
piping and pumps 
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(ii) Selected load-bearing timber elements are designed to meet a prescrip- 
tive R(x + y) requirement, while other elements are designed for R(x) 

(iii) All load-bearing timber elements are designed to meet a prescriptive 
R(x + y) requirement, although this may imply over-dimensioning 

(iv) Use of fire-resistant detailing and creation of additional or redundant 
load path (as mentioned above): e.g. beams and slabs supported by 
direct bearing rather than supported by connections which are vul- 
nerable to fire attack 

(v) The dimensioning of the supporting system for the case of fire is car- 
ried out with more realistic fires instead of the simplified standard fire 
exposure 

(vi) The structural fire protection and active fire protection are carried out 
in parallel holistically, e.g. without reducing the structural fire design 
requirements because of the introduction of sprinklers. 


12.6.3 Improvement of the robustness for 
structural timber buildings 


In the following, the potential improvements for the robustness of buildings 
with major elements made from timber are presented. While most of the 
approaches diverge only very little from non-combustible buildings, some 
ideas address the combustibility of wood. 

For the following consideration, structural collapse is defined as a fail- 
ure mode, which should be avoided. This implies that a fire with limited 
consequences is still an acceptable event. For the evaluation and analysis of 
the risk that structural collapse is reached, an event tree may be created, as 


shown in Figure 12.5. 
Occurrence of a 
fire during use 
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Figure 12.5 Event tree analysis of a fire event, with the probability of occurrence P, and 
the individual event failure probability 5. 
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For simplicity reasons, Figure 12.5 focuses on the fully developed fire (in 
contrast to the growth phase where evacuation can be ensured) and does not 
show details such as early failure of the passive fire protection of structural 
members (e.g. gypsum plasterboards). From Figure 12.5, it can be seen that 
many elements above the horizontal heavy line are material-independent. 
Looking at the event tree, it becomes further apparent that many elements 
of the event tree are important before reaching the demand of the structural 
fire design for the fully developed fire (e.g. fire occurrence or starting fire, 
failure of occupants and fire brigade in stopping the fire, failure of sprinkler 
in stopping the fire). This is case 5, in Figure 12.5, whereas Р; is the prob- 
ability of a failure in a fully developed fire. Consequently, any measure as 
presented in Section 12.6.2, may only be favourable for this case. As long as 
this measure is not replacing other measures (e.g. redundant sprinkler feed), 
it may be an improvement of the overall robustness. 

In the following, the focus is the probability of collapse (case $), when 
the structural fire design must provide for structural survival in the fully 
developed fire after failure of all other fire safety measures. The main dif- 
ference between structural timber and other building materials is the com- 
bustibility of wood. 

Structural timber contributes to the structural fuel corresponding to the 
fire development, i.e. the more severe the fire, the higher the additional fire 
load from exposed wood surfaces. Design must ensure that the additional 
fuel load from the consumption of timber members does not lead to struc- 
tural collapse. Further, the consumption of the combustible structural ele- 
ments might increase the fire duration and, consequently, challenge other 
measures (e.g. service penetrations, compartmentation walls, fire curtains 
and also the protection of load-bearing steel elements in the same compart- 
ment). It is not always clear if a long fire with limited peak temperatures 
(e.g. due to limited ventilation) or a short fire with high peak tempera- 
tures (e.g. due to increased ventilation) is more severe for the structural ele- 
ments. Consequently, a parametric study would be essentially needed to 
answer this question for the particular design case (i.e. the building, storey, 
compartment or part of the compartment). In the parametric study, both 
fuel- and ventilation-controlled fires should be considered and eventually 
assessed. To do so, the particular facade design should also be taken into 
account. 


12.7 DESIGN OF TIMBER BUILDINGS 
FOR REUSE AFTER A FIRE 


The design of a timber building for reuse after a fire is a relatively new topic 
in research. The motivation for reuse rather than demolition will depend 
on the extent and severity of any fire. Limited information is available, see 
e.g., Matzinger (2019), but in-depth information or planning guidelines are 
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missing. In general, the consideration to reuse a timber structure must con- 
sider load-bearing and compartmentation aspects as well as smoke dam- 
age. Furthermore, possible damage induced by extinguishing water might 
be relevant. In the design process, the reuse after a fire scenario might be 
considered with additional covering of the timber members, and design to 
replace some load-bearing and non-load-bearing elements after the fire. 
Charring and possible water damage must be taken into consideration and 
the structural integrity reassessed. Furthermore, indoor air quality and the 
functionality of any fire safety measures must be checked. In general, it 
seems that a well-thought-through design-for-deconstruction approach that 
allows the de-installation of structural members seems to be beneficial in 
this context. 


12.8 DISCUSSION AND CONCLUSION 


The need for robustness in fire design increases as the height and complex- 
ity of the building increase. 

On one hand, robustness in fire design can be increased by reducing the 
likelihood of a fire event. This appears to be independent of the building 
material. However, considering the severity of a fire event, the combustibil- 
ity of a building material may have an influence, e.g. when looking at the 
fire spread on combustible, vertical exterior surfaces (e.g. timber facades). 
This hazard may be addressed by reducing the time to flashover or by con- 
sidering the increased possibility for a full compartment fire rather than a 
travelling fire. 

On the other hand, robustness of a structure can be increased by increas- 
ing the redundancy of structural elements. In this case, a simplified event 
tree analysis may help to find out redundant and complementary elements 
in the case of a fully developed fire. 

Looking at the design of structural members made from timber, increased 
robustness can come from an extended parametric study in the course of a 
performance-based fire design which looks more closely at effects of single 
parameters affecting the fire severity, e.g. ventilation conditions. 

In general, it can be stated that comprehensive fire design and the cre- 
ation of a robust fire safety concept can be used to increase the robustness 
of a structure. The concept must be able to guarantee the safety of the occu- 
pants and fire brigades for all considered fire scenarios. It must be recog- 
nised that measures to achieve robustness against fire can be very different 
from measures to achieve robustness against some other localised accidents. 
This is because fire is a systematic exposure, which potentially affects a 
large number of elements simultaneously. Therefore, the conceptual design 
of the structure and the structural detailing are keys to providing a robust 
structure. This is valid independent of the structural material. 


406 Michael Klippel et al. 


REFERENCES 


Adam, J.M., Parisi, F., Sagaseta, J. and Lu, X. (2018) Research and Practice on 
Progressive Collapse and Robustness of Building Structures in the 21st 
Century. Engineering Structures, 173, pp.122-149. 

Agarwal, J., Haberland, M., Holicky, M., Sykora, M. and Thelandersson, S. (2012) 
Robustness of Structures: Lessons from Failures. Structural Engineering 
International, 22(1), рр.105-111. 

Baker, J.W., Schubert, M. and Faber, M.H. (2008) On the Assessment of Robustness. 
Structural Safety, 30(3), pp.253-267. 

Bita, H.M., Huber, J.A., Voulpiotis, K. and Tannert, T. (2019) Survey of 
Contemporary Practices for  Disproportionate Collapse Prevention. 
Engineering Structures, 199, p.109578. 

EN 1991-1-2 (2002) Actions on Structures. General Actions. Actions on Structures 

Exposed to Fire. In European Standard CEN. European Committee for 

Standardization. 

EN 1991-1-7 (2010) Actions on Structures Part 1-7 General Actions: Accidental 

Actions. In European Standard CEN. European Committee for 

Standardization. 

EN 1995-1-2 (2004) Design of Timber Structures Part 1-2 General: Structural 

Fire Design. In European Standard CEN. European Committee for 

Standardization. 

ENV 1995-1-2 (1994) Design of Timber Structures: Part 1-2 General Rules: 
Structural Fire Design. In European PreStandard CEN. European Committee 
for Standardization. 

Huber, J.A., Ekevad, M., Girhammar, U.A. and Berg, S. (2019) Structural 
Robustness and Timber Buildings: A Review. Wood Material Science & 
Engineering, 14(2), pp.107-128. 

Hurley, M.J., Gottuk, D.T., Hall Jr, J.R., Harada, K., Kuligowski, E.D., Puchovsky, 
M., Watts Jr, J. M. and Wieczorek, C.J. eds. (2015) SFPE Handbook of Fire 
Protection Engineering. Springer. 

ISO 2394 (n.d.) General Principles on Reliability of Structures. International 
Standard. International Organization for Standardization. 

JCSS (2001) Probabilistic Model Code. Joint Committee on Structural Safety. 

Matzinger, I. (2019) Brand- und Wasserschadensanierung, Presentation at 
Beiratssitzung des Österreichischen Ingenieurbolzbauverbandes (IHBV). 
Ingenieurholzbauver band 

Schubert, M. (2009) Konzepte zur informierten Entscheidungsfindung im 
Bauwesen (Vol. 322). vdf Hochschulverlag AG an der ETH Zürich. 

Starossek, U. and Haberland, M. (2010) Disproportionate Collapse: Terminology 
and Procedures. Journal of Performance of Constructed Facilities, 24(6), 
pp.519—528. 

Voulpiotis, K., Kóhler, J., Jockwer, R. and Frangi, A. (2021) A holistic framework 
for designing for structural robustness in tall timber buildings, Engineering 
Structures. DOI: https://doi.org/10.1016/j.engstruct.2020.111432. 

Winter, S. and Kreuzinger, H. (2008) The Bad Reichenhall Ice-Arena Collapse 
and The Necessary Consequences for Wide Span Timber Structures. In 
Proceedings WCTE 2008 Conference, Miyazaki, Japan. 


Chapter 13 


Building execution and control 


Andrew Dunn, Ed Claridge, Esko Mikkola, 
Martin Milner and Birgit Ostman 


CONTENTS 


Scope of chapter 


13.1 
13.2 


13.3 


Introduction 
Control of workmanship 
13.2.1 Installation of fire protection measures 
13.2.2 Installation of fire stops and cavity barriers 
Inspection during construction 
13.3.1 Inspection of passive fire protection measures 
13.3.2 Inspection of active fire protection systems 
13.3.3 Coordination of interacting trades 
13.3.4 Documentation 
Fire safety during construction 
13.4.1 Recommended fire precautions during construction 
Responsibility and enforcement 
13.5.1 Responsible parties 
13.5.2 Adoption and application 
Preventive measures 
13.6.1 Fire safety plan 
13.6.2 Fire safety coordinator 
13.6.3 Control of ignition sources 
Hot works 
Electrical equipment 
Smoking 
Other ignition sources and fuel sources 
13.6.4 Control of combustible materials 
Stored and waste materials 
Storage of combustible building materials 
Exposed combustible materials during construction 
Protection of light timber frame construction 
13.6.5 Prevention against arson 
13.6.6 Liaison with fire authorities 


DOI: 10.1201/9781003190318-13 


408 
408 
409 
409 
409 
410 
410 
410 
411 
411 
411 
413 
414 
414 
414 
414 
414 
416 
416 
416 
417 
418 
418 
418 
418 
419 
419 
420 
420 
420 


407 


408 Andrew Dunn etal. 


13.6.7 Water supplies 421 
13.6.8 Staff training and human activities 421 

Fire safety awareness 421 

Training and fire drills 421 

Fire checks 422 

13.7 Fire detection and suppression 422. 
13.7.1 Alarm and detection 422. 
13.7.2 Active fire protection 424 
Portable fire extinguishers 424 

Automatic sprinkler system 425 

Hydrants 426 

13.7.3 Compartmentation of the building 426 
13.7.4 Protection of combustible construction 427 
13.7.5 Protection of neighbouring buildings 427 
13.7.6 Means of egress — Escape routes 428 
13.7.7 Fire service access 428 

13.8 Emergency procedures 428 
References 429 


SCOPE OF CHAPTER 


This chapter covers control of workmanship, fire safety during construc- 
tion, responsibilities and enforcement, fire detection and suppression and 
emergency procedures. Quality and inspection of workmanship are vital 
for high-quality buildings, whether of timber or other construction materi- 
als. Timber buildings require certain precautions due to the risk for greater 
exposure of combustible materials. Furthermore, not all fire safety mea- 
sures for the final building will be in place throughout construction; con- 
sequently, adequate processes are required to maintain the fire safety of 
building sites. All construction sites require formalised fire safety manage- 
ment systems, including auditing of contractors and subcontractors. 


13.1 INTRODUCTION 


The main objectives of this chapter are to ensure that fire protection mea- 
sures are installed correctly and to avoid any danger of fires during con- 
struction. Several guidelines on building execution and control have been 
published around the world (AWC, 2014; Canadian Wood Council, 2016; 
Campbell, 2017; NCC, 2019; STA, 2017a; WoodSolutions, 2014) and one 
standard (INSTA 952). 

Guidelines on prevention of fire spread within a building are given 
in Chapters 6 and 9. Active fire suppression systems are described in 
Chapter 10. 
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13.2 CONTROL OF WORKMANSHIP 


Timber buildings consist of a large number of components made from dif- 
ferent wood-based materials, all of which are designed and installed to ful- 
fil multiple performance functions such as fire safety, acoustic performance, 
weather protection, energy and thermal efficiency and so on. The methods 
used for assembling and erecting these multiple layers are vital to ensure 
adequate performance. 

Building practices vary throughout the world. In some countries, most of 
the installation is undertaken in the factory, sometimes including windows, 
doors and service installations, and only final assembly is undertaken at the 
site. In other countries, only the structural components are manufactured 
off-site, with the majority of lining and installation work undertaken on- 
site. In any case, both delivery systems will generally have the same fire 
safety systems installed, just at different times. 

Fire safety during the construction process requires as much attention as 
fire safety in the final completed building. The fire safety strategy during 
construction will necessarily be different due to a different consequence of 
risks in the partially completed building. 


13.2.1 Installation of fire protection measures 


Where fire protection is required, success of the fire safety strategy relies on 
the correct installation of all the fire-protective components. As an example, 
insulation such as mineral wool must be mounted carefully in direct contact 
with wooden structural elements to provide the designed protection. Voids 
around wood elements can lead to premature exposure in the event of a fire 
and can lead to earlier charring, loss of strength and therefore decreased fire 
resistance. Another example is fasteners (nails or screws) used for securing 
fire-resistant cladding (or lining). If the fasteners are too short, the cladding/ 
lining may be prone to premature loss of fixity (fall-off), and structural ele- 
ments will be exposed to fire at an earlier stage, leading to increased char- 
ring and loss of strength which will reduce fire resistance of the element. 


13.2.2 Installation of fire stops and cavity barriers 


Fire stops enhance the fire-resisting properties of fire-protective elements. 
Cavity barriers provide compartmentation or closure at ends of a space 
between elements, such as in an external wall facade (external cladding) or 
an internal load-bearing wall element. 

The correct installation of fire stops and cavity barriers within the build- 
ing, as well as in facade gaps or voids, the erection and connectivity of pen- 
etrations and building services systems at the construction site are essential 
to ensure the fire performance of a timber structure. The installation of cav- 
ity barriers and fire-stop details can only be checked during the construction 
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period, prior to being hidden behind linings. The quality of workmanship 
of such details must be monitored closely when they are accessible. 
Common modes of failures are as follows: 


* Fire stopping missing around penetrations and building services 

e Cavity barriers missing around voids through which a service pen- 
etration passes 

* Lack of an effective cavity barrier to close off voids around an exter- 
nal wall opening or internal compartment wall 

* Fire stopping missing at compartment envelope junctions where the 
internal dry lining (internal cladding) is absent 

* Incorrect or change of specification of fire stopping or cavity barrier 


13.3 INSPECTION DURING CONSTRUCTION 


Fire safety systems in buildings include a combination of both active and 
passive systems. Active systems include smoke hazard management and 
automatic or manual fire suppression systems. Passive systems include the 
construction of fire-rated walls and ceilings, fire-stop collars separating 
floors and provision for safe evacuation from the building. All of these com- 
ponents require inspection, and these inspections should be at a time when 
they are accessible and able to be clearly viewed. 


13.3.1 Inspection of passive fire protection measures 


In high-rise or multi-level buildings, there will likely be significant numbers 
of service penetrations through fire-rated construction. As the construction 
programme continues, these penetrations will be progressively covered, 
making visual inspection difficult, so the inspection schedule needs to com- 
plement the building programme. This inspection schedule may require site 
visits at regular intervals to ensure that passive systems at each floor level 
are appropriately inspected. 

It is essential to inspect items such as walls, ceilings and service penetra- 
tions for appropriate fire resistance as construction proceeds. It may be 
convenient to inspect the construction of those same building elements that 
include acoustic construction. 

The use of digital photo records with location and date labels provides 
evidence of installation for an audit of a building at a hand-over stage. 


13.3.2 Inspection of active fire protection systems 


Active fire safety systems such as fire sprinkler systems, fire detection and 
alarm systems are generally inspected later in the construction programme 
to coincide with testing and commissioning. Depending on the type and 
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complexity of the actual system installed, the inspection may occur near the 
completion of the building work or at various stages during construction. 
Identifying non-compliant fire safety requirements early in the construction 
process permits corrective or remedial action to be taken without causing 
further delays or additional costs to the completed project. 


13.3.3 Coordination of interacting trades 


The responsibilities of interacting trades must be clearly stated, and overarch- 
ing project management must be communicated and enforced at the begin- 
ning of every building project. Checks carried out by third parties, such as 
building inspectors, are only random checks. An inspection schedule should 
be established that considers the complexity of all fire safety requirements. 

Hand-over check sheets between trades provide a good means of communi- 
cating compliance at each stage of the building process. The Structural Timber 
Association Fire Safety in Use: Vol. 2 Cavity Barriers (STA, 2020) has a set of 
check lists for trades to adopt as part of the hand-over process between trades. 

Fire engineering design involves architects, designers and fire engineering 
consultants, specialist designers, contractors and suppliers of services sys- 
tems, and producers of hardware and equipment. It is important that each 
trade’s responsibilities are well defined and that inspections or any changes 
are recorded and the records retained. A person with overall responsibility 
for fire design and safety should be appointed for each major construction 
project. In most countries, the main contractor is legally the primary con- 
tact. Errors often occur in the interface between different trades, and focus 
on these areas is recommended. 


13.3.4 Documentation 


Good quality fire protection documentation should always be produced, 
normally by the principal designer with support from the fire engineer 
for the building. This documentation is mandatory in some countries. 
Inspection plans and checklists should be produced for design and execu- 
tion and be communicated to all parties, specifying in detail the inspec- 
tion areas and responsibilities. Critical areas need special attention, such as 
interfaces between various trades and control functions. 

Most of these inspections needs apply to all buildings, but additional care 
should be taken in timber buildings. Additional inspection by a third party 
might be considered essential in tall or complex timber buildings. 


13.4 FIRE SAFETY DURING CONSTRUCTION 


The construction phase of any building provides a unique fire risk for a rela- 
tively short period of time in the lifespan of the building. The risks are very 
different from those in the completed building because they occur during a 
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time when many of the fire protection measures in the completed building 
are not yet installed or activated. 

An analysis of fires in buildings in England from 2009 to 2012 (TRADA, 
2012) showed that fires in timber buildings (dwellings and non-residential) 
under construction had, on average, larger areas of damage compared to 
other construction materials. The cause of these fires was surveyed by the 
Cost Action 1404 project (Martin and Klippel, 2018), who found that of 
the fires with an identifiable source of ignition, over 54% were due to arson, 
31% due to hot works and the remaining 15% due to either a propane 
heater, smoking or an electrical fault. 

In the UK, changes to the approval for permission to build are being 
introduced with “fire safety gateways.” These gateways include fire service 
reviews so that firefighting views are addressed and included in the building 
fire safety strategy. The current objective of these new UK requirements is 
to promote fire safety at the planning stages for buildings. 


1. Gateway One – Planning 
Applicants are required to submit a planning document demon- 
strating fire safety. 
2. Gateway Two – Technical Design and Construction 
A Building Control application and this gateway act as a “hard 
stop” for complex and high-rise buildings. Construction cannot begin 
until final approvals from the Building Safety Regulator (including the 
fire service) have been received for the project. 
. Gateway Three — The Final Certificate 
In this stage, the Building Safety Regulator will conduct a final 
inspection and then issue a completion certificate. Here prescribed 
documents and information on the as-built building will be required, 
and information must be handed over to the person(s) responsible for 
the occupied building. 


о 


Different types of timber buildings present different risk profiles. Small sec- 
tion timbers in light timber framing provide a much higher risk of rapid fire 
spread than post and beam structures with significant distances between 
members or mass timber buildings which have large flat surfaces more dif- 
ficult to ignite. 

The UK Structural Timber Association, working with other safety bod- 
ies, has produced a comprehensive set of design guides for the building 
industry to create fire-safe timber structures. The guidance is divided into 
two sections: 


1) Preventing a fire from occurring is covered in the security and method 
procedures in 16 Steps to Fire Safety (STA, 2017a). 

2) In the event of a fire, providing safe egress for persons on the building 
site, and providing a building design that will not present a fire risk 
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to adjacent buildings or people. This advice is in Separating Distance 
Guidelines (STA, 2017). 


Fire services should observe local timber buildings under construction to 
understand how they are built. Their understanding of the layers of fire- 
resistant construction, cavity barriers and detailing for robustness may assist 
fire services in future fire rescue and fire suppression activities (STA, 2020, 
2021). 


13.4.1 Recommended fire precautions 
during construction 


To provide the best fire safety during the construction of a building, the 
following measures must be addressed: 


1. Appoint a person responsible for managing construction fire safety, 
both at the design stage and the construction phase 

2. Take preventive measures to prevent any fire from starting 

. As far as possible, provide adequate fire detection and suppression if a 

fire starts 

. Provision of a comprehensive fire safety plan for the construction site 

5. Implement a risk assessment and resultant actions to stop any fire 
spread to neighbouring buildings 


о 


~ 


Figure 13.1 illustrates the three main areas to be addressed, with гес- 
ommended activity under each measure. These fire precautions are then 
described in more detail below (Martin and Klippel, 2018). 


Recommendations 


Responsibility and enforcement Preventative measures 
Responsible parties Fire safety plan 
Adoption and application Fire safety coordinator 


Control of ignition sources 


Fire detection and suppression 
Alarm and detection 
Active fire protection 

Compartmentation of the building 

Control of combustible materials Protection of combustible construction 

Prevention against arson Protection of neighbouring buildings 

Liaison with fire authorities 


Means of egress - escape routes 


Water supply Fire service access 


З 


Staff training and human activities 


Figure 13.1 Measures required to prevent construction fires. Based on Cost Action 1404 
project (Martin and Klippel, 2018). 
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13.5 RESPONSIBILITY AND ENFORCEMENT 


13.5.1 Responsible parties 


All parties involved in a construction project are responsible for preventing 
construction fires. The main contractor is generally responsible for imple- 
menting security and safety on a construction site. The main contractor 
should also provide a safety coordinator for the site. However, the project’s 
owner and consultants should consider the fire safety measures on a con- 
struction site before the main contractor is chosen. Some measures need to 
be taken into account in the early stages of the design, such as by the engi- 
neers and architects, as many hazards can be addressed by good design and 
planning before they become an issue. Examples include compartmenta- 
tion, either permanent or temporary and construction sequencing to allow 
for fire service access during construction. 

The building designers deciding on the location and material specifica- 
tion of the building have a duty to ensure that in the event of a fire, there is 
no risk to neighbouring buildings or people (STA, 2017b). 


13.5.2 Adoption and application 


The recommendations aim to improve the fire safety of buildings during 
the construction phase, irrespective of building materials. The information 
applies to the design and planning stages and the actual construction phase. 
It does not apply to the completed structure. Minimum building standards 
for fire safety in completed buildings are addressed in Chapter 4 of this guide. 


13.6 PREVENTIVE MEASURES 


The following preventive measures are essential activities to avoid the pos- 
sibility of a fire occurring during construction. 


13.6.1 Fire safety plan 


A fire safety plan should be developed for each project and updated as the 
project progresses. It is generally developed by the main contractor. The fire 
safety plan organises the site activities and nominates who is responsible 
for carrying out all activities. It clarifies the duties for each decision-maker 
and involved parties. All the measures and activities for fire safety are con- 
tained in the plan, which becomes the reference document for any questions 
regarding fire safety on-site. As each project and site is unique, the fire 
safety plan is specific to that site and remains under constant review during 
the entire project duration. 

All persons involved in the construction process or visiting the site should 
be made aware of the importance of fire prevention and the contents of 
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the fire safety plan. This should include what to do in the event of a fire, 
emergency procedures, location of assembly points and any housekeeping 
practices, i.e. smoking. 

The following are the critical steps in the creation of the fire safety plan 
that is developed in a risk assessment strategy: 


1. Analyse the risks and factors arising from the construction, opera- 
tions, implementation schedule and different phases of work. This 
analysis primarily consists of identifying 
a. the potential causes of fire 
b. the factors contributing to increasing its effects 
c. the site-specific sources of ignition, fuel and oxygen 

2. Develop the policies, procedures and systems to prevent and control 
the risks. 

3. Analyse the available resources on and outside the site boundary (off- 
site), including allocation of key staff regarding fire and emergency 
duties, consultation with the emergency services to obtain their feed- 
back and addressing any parties’ concerns. 

4. Develop a protocol of emergency procedures for various individuals 
with roles and responsibilities in a fire emergency, such as sound- 
ing alarms, calling rescue services and shutting down hazardous 
operations. 


The fire safety plan should include the following points, as a minimum: 


The organisation of, and responsibilities for, the fire safety on-site 
Risk assessments and fire prevention reports requiring specific fire 
safety measures 

e Fire safety training/instruction given to site personnel and visitors, 
including required actions in case of fire 

• Procedures for reporting emergencies to the fire service 
Fire service access to the site and the buildings at all times 
Fire protection provisions: portable fire extinguishers, standpipes, 
hydrants, hose reels and water supplies (and during the final stage of 
construction: automatic fire sprinklers, automatic fire detection and 
alarm systems, temporary emergency lighting) 

e Evacuation plan and procedure for emergency notification and evacu- 
ation (escape route inside the building, including corridors and stair- 
wells) of all persons in the building under construction 

e Fire prevention measures, including security requirements and control 
of ignition sources 

• Procedures for hot work permit operations, cutting and welding 

e Electrical supplies and equipment (maintenance of temporary electri- 
cal installations) 
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Compliance with “no smoking” policies (locations of designated 
smoking areas when these are provided) 

Plant equipment and vehicles 

Prohibition of open fires 

Materials storage and waste control (control/reduction of combustible 
materials; control of flammable liquids and gases, proper storage and 
disposal of waste materials) 

Separation from adjacent buildings and other hazards 

Security measures to minimise the risk of arson 


13.6.2 Fire safety coordinator 


For all projects, the main contractor must identify a Fire Safety Coordinator 
who will be responsible for all the fire safety issues on-site for the entire 
construction period. 

The Fire Safety Coordinator has several duties: 


Develop the fire safety plan in coordination with the local fire service 
Control the application and enforcement of the measures provided in 
the fire safety plan, e.g. supervising hot work permit programme 
Inspect and check escape routes, emergency lighting, fire detection 
and alarm devices, firefighting equipment and site access 

Ensure correct housekeeping and storage 

Check for potential fire sources, e.g. electrical equipment and rubbish 
Ensure instruction and conduct periodic training of the workers on- 
site in fire protection equipment use, e.g. extinguishers and hose reels 
Ensure liaison and contact with the local fire services 

Manage the work of the security personnel 

Maintain written records of every measure and monitor fire protec- 
tion system impairments. 


13.6.3 Control of ignition sources 


For a fire to start, three things are needed: a source of ignition, fuel and 
oxygen. A fire cannot start if any one of these elements is missing. Taking 
measures to avoid the three elements coming together may reduce the 
chances of a fire occurring. 

There are many ignition sources on a building site. Other than arson, the 
lead ignition source is hot works from cutting, grinding, welding, brazing 
and soldering, and heat-applied materials. 


Hot works 


Hot works include any activities that generate heat, open flames or sparks 
that could initiate fires or explosions: 
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Cutting and grinding 

Welding, brazing and soldering (Figure 13.2) 
Thermal spraying 

Use of oxyacetylene torch or blow torch 
Installation of heat-applied materials 


As far as reasonably practicable, all activities involving hot works should 
be avoided and replaced with alternative methods. Where hot works can- 
not be avoided, they can be controlled by requirements of written permis- 
sion (a permit) to be obtained prior to commencement of the hot works. 
Appropriate activity may involve an inspection of the hot works area before 
work begins to ensure that 


Combustibles have been moved or are adequately protected 
Appropriate fire extinguishers are on hand, fully charged and operable 
Evacuation paths are available 

Any equipment that operates at surface temperatures exceeding 75°C 
must not come into contact with combustible materials 


A suitably trained and equipped person must be assigned to watch all hot 
works activities, including for an appropriate period after works have been 
completed. Hot works areas should be inspected at the end of the day’s 
work. 


Electrical equipment 


The use of electrical equipment and supply systems can be another source 
of ignition during construction. All electrical supply installations, both per- 
manent and temporary, must be installed and maintained in accordance 
with relevant standards by a registered electrician. 

All portable electrical devices and extension cords should be regularly 
inspected and tagged. Faulty or damaged equipment must be removed from 


Figure 13.2. Examples of hot works on a construction site (photo Per Rohlén, 
Brandskyddslaget). 
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use immediately and be labelled accordingly. Electric cabling should be pro- 
tected against possible damage from construction site activities. 

Prepare fragile components, such as temporary lights, with guards to pre- 
vent accidental damage where they are exposed to the risk of an impact. 
Low-voltage equipment should be used where practicable. Mobile heat- 
producing equipment, such as air heaters, bitumen heating tanks or steam 
cleaners, must be placed outside the structure. Provide a safe, fire-resistant 
and fire-alarmed area for overnight battery charging. The charging points 
should be regularly inspected. 


Smoking 


Smoking materials are a significant ignition source of fires on construc- 
tion sites. A non-smoking policy should be established throughout the site 
because hazardous materials, such as flammable gases, may be used in open 
as well as enclosed areas. Smoking restriction zones must be clearly identi- 
fied, signposted and strictly enforced. 

The risk of smoking materials being discarded around the perimeter of 
the site should also be considered, and, if the risk is significant, precau- 
tions should be implemented. These may include providing hoardings con- 
structed from fire-preventative coverings. 


Other ignition sources and fuel sources 


All possible further ignition sources should be managed. Equipment pow- 
ered by internal combustion engines (compressors and generators) should 
be positioned in the open air or a well-ventilated non-combustible enclosure 
and as far as possible from combustible materials. 

Procedures on the fuel temporary storage and refuelling must be a part of 
the fire safety plan. Fuel tanks must not be filled whilst engines are running 
or still hot. Vehicles should only be fuelled in designated areas. Fuel storage 
is not allowed within the structure under construction. 

Open fires, including the burning of waste materials, should be prohib- 
ited on the construction site. 


13.6.4 Control of combustible materials 


The following detailed actions are required to reduce the storage of com- 
bustible waste material or combustible building materials. 


Stored and waste materials 


Remove combustible waste materials, dust and debris from the building 
and its immediate vicinity at the end of each shift or as soon as practicable. 
Store materials susceptible to spontaneous ignition, such as oily rags, in 
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clearly labelled non-combustible containers and remove them from the site 
as soon as practicable. Unless specific items of vegetation are planned to be 
retained, all dry vegetation should be removed from the sites for a distance 
of 20 m from buildings under construction and work areas. 


Storage of combustible building materials 


As far as possible, plan the delivery of combustible materials to minimise 
the time they are stored on-site. Where significant volumes of combustible 
building materials are to be stored on-site, they should be kept in a secure 
area at least 10 m away from buildings and any location where hot works 
are undertaken. 

Where there are no reasonably practicable alternatives and combustible 
building materials have to be stored within or close to the building under 
construction, the area used for storage should: 


Have controlled access 

Be remote from possible ignition sources such as hot works 

Have firefighting equipment close by 

Be protected by preventative fire covers (e.g. fire-resistant, or non- 
combustible sheeting) 


Exposed combustible materials during construction 


During the construction process, combustible materials may be temporarily 
exposed in locations such as the facade or as parts of wall or ceiling linings. 
The following are the typical examples: 


e Shade cloths, tarps and other covering around scaffolding separating 
work areas and around the site perimeter 

• Combustible facade materials 

• Timber structural components 


For buildings of four or more storeys, where the exposed facade is combus- 
tible, or the construction is predominantly of combustible construction, one 
or more of the following additional controls may be specified: 


e If an automatic fire sprinkler system is to be provided, the sprinkler 
system should be progressively commissioned so that the number of 
unprotected storeys with significant exposed combustible materials is 
limited to two below the current construction level. 

e Early installation of permanent or temporary fire compartments can 
limit fire spread in the event of an uncontrolled fire. Protection of 
door openings, windows, shafts and service penetrations need to be 
addressed. 

• A temporary alarm system may need to be provided and evacuation 
procedures modified to address the expected rate of fire spread. 
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Protection of light timber frame construction 


Light timber framing can be vulnerable to fire safety before the fire- 
protective linings are attached. The fire risk can be reduced in the following 
ways: 


* Protecting the structure with temporary non-combustible lining 
materials 

* Applying the permanent fire-protective linings as soon as practical 

* Applying the fire-protective linings off-site onto prefabricated panels 

• Where possible, design, plan and install fire protection as the building 
progresses 


13.6.5 Prevention against arson 


Arson is the largest threat to combustible construction, and therefore spe- 
cific activities to address this threat should be taken: 


• Provide fencing to ensure that the site is secured against unauthorised 
entry 

• Provide good site illumination or motion-activated lightening 

• Install (temporary) windows and doors after the construction of the 
first floor to make entry more difficult 

• Install video surveillance systems and clear signs of surveillance 

e Avoid storage of combustible waste near the building or in open 
containers 

• Provide security guards to patrol out of normal working hours 

• Collect data of arson and vandalism history in the local area to update 
safety measures 

• For significant projects, seek support from the public to assist in pre- 
venting arson and vandalism 


13.6.6 Liaison with fire authorities 


During the design phase, the designer should contact the local fire service 
to identify their requirements, such as emergency access on the site. At the 
commencement of the construction, the Fire Safety Coordinator should 
make contact with the local fire services and invite them to review and rec- 
ommend adjustments to the fire safety plan. Provisions for water supplies 
should be agreed upon at this time. 

Regular liaison with the fire service is necessary, mainly where there are 
changes to the site conditions or safety plan details. An initial site plan 
should be prepared, and a process for updated details to be available in a 
fire emergency should be agreed upon. 
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The site plan should include: 


e Fire service access points to the site 

e Fire service grab pack (site information such as hydrants and fire 

safety plan) 

Any special provisions for firefighting activities 

Emergency escape routes and stairs 

Positions of hydrants and hose reels that are operative 

Location of booster connections 

Any other operative fire safety systems that have been provided 

Locations of assembly points and registers of persons currently on the 

site 

• Details of temporary accommodation and storage areas, including а 
location for storage of hazardous items such as flammable liquids and 
gas cylinders 


13.6.7 Water supplies 


The building’s construction programme should be planned, as far as rea- 
sonably practicable, to always maintain adequate firefighting water supplies 
throughout the site. A regular update should be provided to the fire service 
on the hydrants and hose reels that are operational and of any potential or 
actual interruptions to the water supplies. 

If the firefighting water supplies are interrupted, the Fire Safety Coordinator 
should take appropriate action such as prohibiting hot works, notifying site 
workers and take any other additional actions considered necessary. 


13.6.8 Staff training and human activities 
Fire safety awareness 


All persons working on or visiting the site should be made aware of the 
importance of fire prevention and the content of the fire safety plan, includ- 
ing what to do in the event of a fire. A “fire-safe” working environment must 
be promoted, ensuring that all processes and precautions are applied and 
maintained in partnership with the main contractor and subcontractors. 


Training and fire drills 


Construction personnel and security staff must be able to use the porta- 
ble firefighting equipment provided on-site. Therefore, training should be 
undertaken at regular intervals for the following tasks: 


• Use of portable firefighting equipment 
• Safety precautions for those undertaking hazardous operations 
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• Site-specific emergency procedures, e.g. evacuation, meeting point 
locations, contact of responsible persons and emergency services 
• Regular fire drills 


Fire checks 


At the end of each working day or shift, a fire check must be undertaken, 
particularly in areas where hot work has been undertaken. Where 24-hour 
security is provided, fire checks should be undertaken throughout the night, 
during holiday periods and at weekends. 

A checklist for fire-safe construction sites has been developed in a Swedish 
project (Bengtson et al., 2012) and published in a Nordic guideline (Ostman 
et al., 2012) (see Table 13.1). 


13.7 FIRE DETECTION AND SUPPRESSION 


Fire detection and suppression are activities or infrastructure implemented 
in the case of a fire occurring, and there is a need to suppress a fire. Strategies 
are discussed in the following sections. 


13.7.1 Alarm and detection 


The permanent automatic detection and alarm system should be progres- 
sively installed so that the number of storeys with significant exposed com- 
bustible materials is limited to two storeys below the current construction 
level. The detection system should be linked to an alarm-receiving centre 
unless there is a 24-hour security presence on-site. 

Where activities are likely to activate the detectors, e.g. hot works, the 
detection system may need to be voluntarily deactivated, as addressed in 
the fire safety plan. 

Where it is impractical to commission the permanent automatic detection 
and alarm systems during construction, an alternative means of warning 
of fire and other emergencies must be established to allow staff to raise the 
alarm across the site and alert the fire service. Manual devices may be uti- 
lised, provided that the following criteria are fulfilled: 


* They are distinctive and clearly audible above background noises in 
all areas 

* All staff and visitors are trained/instructed so that they can recognise 
the fire/emergency alarm and understand what action to take 

* The devices are distributed throughout the site, and staff are trained 
in their use 
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Table 13.1 Proposed checklist for a fire-safe construction site 


Measures 


Checkpoints 


Organisation 


Education 


Order 
• Smoking 
• Waste 
management 


Gas cylinders 


Flammable hot 
work 


Hand fire 
extinguisher 


Material flows 


Fire technical 
separation 


Evacuation 


Warning marking 


Organisation plan 

Protective round 

Random checks 

Follow-up on any remarks 

Extinguishing equipment, location, handling, etc. 
Escape routes 

How to alert the rescue service 

Restrictions on flammable hot work 

Handling of flammable goods 

Fire alarm systems 


General smoking ban 

Storage in suitable containers, safety distance to hot work, 
buildings, etc. 

Emptying continuously, but no later than at the end of the working 
day 

The risk of self-igniting materials 

Storage outdoors at the end of the working day, in a special gas 
container or other, approved place 

The storage area must be fenced and provided with warning signs 


Permits for flammable hot work must always be available 

May only be performed by personnel with special training 
Protective distance of at least 2 m to combustible material ог 
equivalent protection, e.g. screens, fire protection fabric, etc. 
Extinguishing equipment must always be available 


Must be within 25 m 


Combustible building materials, packaging, garbage, etc. that are 
not used during the working day are stored outdoors or па 
fire-technically separated place, e.g. garage, garbage room 

Within the work area indoors, а maximum of approx. 1,000 kg of 
combustible material may be stored outside El 30 / E 
30-separated storage 


Fire technical class of temporary building construction 
Penetrations are sealed with approved sealing methods 

Fire doors must not be left open with wedges or similar. Doors 
for evacuation must not be locked 


Walking distance to the nearest escape route must not exceed 45 
m 

“Dead ends" are multiplied by 1.5 

Evacuation alarm 

Extinguishing equipment 

Gas container 

Flammable liquid 

Evacuation 

No smoking 


(Continued) 
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Table 13.1 (Continued) Proposed checklist for a fire-safe construction site 


Measures Checkpoints 
Opportunities * Current action plans 
for action for * Rescue routes 
the rescue * External fire hydrants 
service 
Electrical * Protected from mechanical damage 
installations * Moving lighting devices, protective glass/grille, stable location 


* No halogen lamps 

* Design as a so-called 5-conductor system 

* Earth fault circuit breaker 

* Fire seal when crossing a fire cell boundary 


(Bengtson et al., 2012) 


Portable Fire Extinguishers 


Figure 13.3 Fire point boards (STA, 2017c). 


All staff should be given emergency services contact details and instruc- 
tions to call emergency services on their personal telephone if a fire occurs 
(Figures 13.3-13.5). 


13.7.2 Active fire protection 


The following active fire protection systems should be installed or be 
available. 


Portable fire extinguishers 


Portable fire extinguishers must be provided at fire points on each floor, 
covering an area no greater than 500 m? per extinguisher. At least one 
fire extinguisher suiting all fire risks and electrical fires must always be 
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Figure 13.5 Escape routes (STA, 2017c). 


provided at each fire point, exit way and stairway. Their exact locations 
must be indicated in a plan as part of the fire safety plan. 

In addition, portable fire extinguishers should be provided for the fire- 
guard, while hot works are being undertaken and at any other locations 
determined as a result of risk assessments. All fire extinguishers should be 
maintained and regularly inspected, and all staff should be trained in the 
use of manual firefighting equipment (Figure 13.6). 


Automatic sprinkler system 


When automatic fire sprinkler systems are provided in the completed build- 
ing, the project should be planned to achieve their installation and operation 
as soon as reasonably practicable. In some jurisdictions, there are regula- 
tions that prescribe when automatic sprinklers must be installed. There are 
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THE 
COOPERS 


Figure 13.6 Fire safety board and fire alarm point on a UK housing site (Courtesy of M. 
Milner, STA). 


significant advantages in progressively bringing the sprinkler system into 
service on each floor level as it is constructed. 

This approach is particularly effective in buildings where the design strat- 
egy relies on a sprinkler system to supplement fire separations or control fire 
spread when combustible materials are exposed during construction. As a 
minimum, automatic sprinkler systems should be progressively installed so 
that the number of unprotected storeys with significant exposed combus- 
tible materials is limited, for example, to two storeys below the current 
construction level. 

Another strategy is to install temporary sprinkler systems during con- 
struction. It is recommended to at least install temporary sprinklers in stair- 
ways and fire hazardous areas, such as areas with combustible materials or 
areas with a high risk of ignition. 


Hydrants 


All fire hydrants and booster connections required by the national building 
regulations for the completed building must be fully operational as soon as 
reasonably practicable. The hydrants should be progressively brought into 
service on each floor level as it is completed. Risers should be progressively 
installed as construction is undertaken. Hydrants and hose reels required 
by the completed building must be progressively commissioned as soon as 
possible. 


13.7.3 Compartmentation of the building 


Fire compartments are often the primary strategy for reducing the fire 
spread within a completed building. This strategy could also be applied 
during construction and can include the following: 
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Early installation of permanent or temporary fire compartments 
Early installation of fire doors when their frames are made fire-resistant 
Use of temporary doors and windows 

Installation of vertical fire breaks 

Installation of temporary fire-resistant barriers such as reusable fire- 
resistant textiles 


13.7.4 Protection of combustible construction 


Structural framing is often protected by means of fire-protective linings, 
and the same strategy can be employed during the building’s construction. 
Therefore, some measures can be applied to protect the frame: 


• Protect the structure with non-combustible lining materials 
• Where possible, design, plan and install fire protection as the building 
progresses (Figure 13.7). 


13.7.5 Protection of neighbouring buildings 


Where there are timber frames that are yet to have their fire protection 
installed, a fire that is involved in the frames may have a higher intensity 
than when protected. The consequence of this is that the fire may cause 


Figure 13.7 Use of non-combustible sheathing on a timber frame in the UK (Courtesy 
of M. Milner, STA). 
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immense heat that could reach neighbouring buildings. Therefore, mea- 
sures should be taken to counter this hazard, such as the installation of 
the fire-protective lining progressively throughout the building’s construc- 
tion, particularly on the bounding walls within a fire compartment (STA, 
2017b). 


13.7.6 Means of egress – Escape routes 


Construction programmes should be planned to ensure that construction 
personnel always have more than one path of travel to exit the building. 
The travel paths should take into account the number of people, activi- 
ties being undertaken and occupant capabilities. Paths of travel should be 
clearly marked and illuminated, and the temporary storage of construction 
materials must not occur. 


13.7.7 Fire service access 


Fire service access to the construction site must always be clear and unob- 
structed. If this is not possible, the fire service should be immediately 
notified of any changes or restrictions to the access points. If practicable, 
significant changes to the access to the site should be discussed with the fire 
service before being implemented. 


13.8 EMERGENCY PROCEDURES 


Written emergency procedures must be displayed in prominent locations 
and be given to all employees and visitors on-site. Typically, they should 
include the following: 


• Emergency contact details for key personnel, for example, fire war- 
dens, floor wardens and first-aid officers 

• Contact details for local emergency services, for example, police, fire 
service and poison information centre 

• Description of the mechanisms for alerting people at the workplace to 
an emergency, for example, siren or bell alarm 

e Evacuation procedures, including arrangements for assisting any 
hearing, vision or mobility-impaired people 

• A map of the workplace illustrating the location of fire protection 
equipment, emergency exits and assembly points 

e Triggers and processes for advising neighbouring businesses about 
emergencies 

• Procedures for testing the emergency plan, including the frequency of 
testing 


Building execution and control 429 


e Instructions to nominated personnel, such as the security guards, to 
open gates or barriers and provide ready access to the site for the fire 
service in the event of an emergency 


Clear signs must be provided and maintained in prominent positions indi- 
cating the locations of fire service access routes, escape routes, positions 
of dry riser inlets and the fire extinguishers provided for use by trained 
staff. Signs should be reviewed regularly and replaced or repositioned as 
necessary. 

Regular checks should be undertaken to ensure that travel paths are main- 
tained clear of obstructions and provided with clear signage. Inspections 
should be undertaken daily or weekly, depending on the risks associated 
with the site. The frequency should be increased if significant hazards such 
as blocked exits are observed. 
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SCOPE OF CHAPTER 


This chapter discusses fire service considerations relevant to timber build- 
ings. Firefighting practices may be different in timber buildings compared 
with non-combustible construction. Internationally, fire services have 
raised concerns regarding the increased use of wood within buildings and 
specifically the use of timber structural elements of tall buildings. These 
concerns often stem from lack of knowledge of timber performance in fire, 
and firefighter experience from fires in non-combustible steel and con- 
crete construction and traditional low-rise timber buildings. This chapter 
discusses relevant concerns of firefighters regarding large and tall timber 
buildings. 


14.1 INTRODUCTION 


All types of construction require careful design, good quality construction 
and ongoing maintenance to perform adequately in the event of a fire. Tall 
timber buildings are a special concern because they are a relatively new con- 
cept with designs and configurations that have not been considered previously. 

Low-rise buildings of any materials are often not designed to withstand 
burnout and may have very little resistance to severe fires. Such build- 
ings may collapse early in a fire, even prior to arrival of the fire service. 
Firefighting operations can be conducted from the exterior of domestic- 
scale low-rise buildings, so decisions about making entry to the building 
are much easier than for tall and large multi-occupancy low-rise buildings. 
Multiple options will typically be available, externally through windows 
and other openings at ground level or higher up the building using ladders 
and aerial appliances. 

Buildings that are too tall for external firefighting, or those with a 
very large low-level footprint, require completely different firefighting 
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approaches. Firefighting operations undertaken internally increase the risk 
considerably, particularly if the firefighters need to travel significant dis- 
tances from the entry point. Tall buildings will require internal access using 
lifts and stairs, not only to the locations of the fire, but into other areas of 
the building, including levels above the fire. Very tall buildings have limited 
access and egress options, reduced facilities for firefighting and the water 
supply for firefighting will be restricted to that provided by the building 
infrastructure (inbuilt firefighting risers). 

A wealth of experience has been gained by firefighters in masonry and 
concrete construction, including likely fire performance and possible failure 
mechanisms. Such experience is not yet available for tall timber buildings. 
There is a concern in the firefighting community about the behaviour of 
fires in large or tall timber buildings, and, for example, how such fires will 
behave in high winds and the suitability of the compartmentation. 

As it is likely that the initial approach to firefighting in large timber build- 
ings will be similar to other buildings, firefighters need to understand the 
fire behaviour of structures with combustible building materials where the 
dangers of fires in voids and cavities, and performance of protection materi- 
als such as gypsum plasterboard encapsulation, and whether the building’s 
fire compartments have been designed to withstand burnout (the ability for 
flaming and smouldering combustion to stop without intervention). 

Understanding the scope of structural fire resistance of timber buildings 
during the later stages of the fire duration is especially important given 
that the design concepts of burnout in traditional buildings may not apply 
to timber construction. Timber that is not fully protected against charring 
with dry linings (fully encapsulated) will begin to char later in the fire, 
which may result in smouldering combustion continuing until eventual col- 
lapse, unless there is intervention by firefighters. Partial protection is the 
common approach in low-rise domestic-scale buildings as the life safety 
function of the fire strategy in the building structure will have been met 
before the failure of the dry lining/cladding. 

When making decisions to commit to internal firefighting, there must be 
confidence that the firefighters will not be put at risk from unforeseen fire 
spread or structural collapse. It is important for the emergency respond- 
ers to know how the building has been constructed. Confusion can arise 
in an incident where there is a lack of information and experience read- 
ily available on how the fire and the building may behave. Exposed tim- 
ber structures can be particularly problematic as there is a perception that 
they do not have much fire resistance, whereas the opposite may be true. 
Fire services need to know before entering large timber buildings that these 
buildings will perform in a predictable and manageable way during the fire. 
In some countries, the regulations for buildings over a certain height ask 
for a grab pack with information to the fire service on how the building 
is constructed and may perform in the case of fire. This is a major step in 
supporting the fire service to tackle events in tall buildings and will support 
timber building techniques. 
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14.2 TRADITIONAL FIRE KNOWLEDGE 


The traditional knowledge of fire services about fires in timber buildings 
is often based on older timber buildings that are not designed for current 
fire-resistance standards, such as historical light timber frame houses or 
post and beam timber buildings. These historical buildings may have little 
or no fire resistance and their fire performance is completely different from 
modern mass timber structures which have large panelised timber elements. 
The many different types of timber construction are described in Chapter 1. 

Firefighting in low-rise buildings is predominantly an external firefight- 
ing strategy focused on limiting fire spread to neighbouring properties. An 
enhanced firefighting strategy is required for taller buildings irrespective of 
their construction. For tall timber buildings, especially those with vulner- 
able occupants, the fire engineering design will be based on robust compart- 
mentation that is designed to stop the fire from spreading so that the fire 
can burn itself out and maintain the stability of the building. Many codes 
will require the provision of active fire suppression, typically sprinklers, 
which will control the size of the fire, so the building structure is not likely 
to be challenged. Even with sprinkler protection and the very good history 
of their success in reducing fire loss, no building codes allow for complete 
reliance on sprinklers to provide fire safety in tall buildings. An appropriate 
risk-based approach is required for the design of complex buildings that fall 
outside of the common building types accommodated in building codes. 

The severity of a fire in a timber building may depend on the amount of 
intentional or eventual exposed structural timber which can add to the fuel 
load and influence the fire behaviour. Small-sized exposed timber elements 
such as isolated beams or posts, which have been features of buildings for 
centuries, provide less potential fuel than exposed mass timber walls or 
ceilings. When all the timber surfaces are encapsulated by non-combustible 
fire-resisting linings/claddings, a fire is expected to behave in the same way 
as in a building of non-combustible materials, so reduced concerns should 
be anticipated from fire services. 

There are added complications for firefighters to appreciate when com- 
paring historical buildings with modern timber structures. Different consid- 
erations may need to be given when considering the appropriate firefighting 
techniques and tactics, depending on the age of the building and its type 
of construction. Table 14.1 shows typical differences between historic and 
modern buildings. 


14.3 FIRE SERVICE CONCERNS RELATED 
TO MASS TIMBER BUILDINGS 


In recent years, fire services around the world have expressed concerns 
about fire safety in mass timber buildings, especially tall timber buildings. 
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Table 14.1 Different firefighting issues between historical and modern buildings 
(Smolka et al., 2018) 


Historic buildings Modern buildings 
• Unknown materials • Increasing synthetic materials in the fire 
• Unknown impact of fire on the compartment 
structure • Smart Technologies 
• Premature collapse • Energy-saving technologies 
• Unknown plan of building • Photovoltaic technologies 
• Hidden fire spreading in cavities • Electric vehicles 
• Retrofitting and changes of • Energy storage 
structure unknown to • Larger building footprint 
fire-fighters * Complicated and sophisticated building 
* Possible absence or malfunction footprint 
of fire protection * Void spaces and attics 
* Void spaces and attics * Flammable external cladding 
* Buildings in wildland interface * An increasing number of storeys 
* Large open stairs * Open floor plan 


* Limited compartmentation 


There are different approaches to building codes in different countries. In 
the UK, there are newly imposed restrictions on allowable combustible 
materials in external walls for residential-type buildings, whereas building 
codes in some other countries are changing to allow more use of combus- 
tible materials. In 2018 and 2019, US and Canadian firefighters expressed 
concerns about proposed changes in building codes to allow taller mass 
timber buildings (Havel, 2018; O'Brocki, 2019). 

Other concerns relate to the limited field experience of firefighters in 
dealing with tall timber buildings, poor understanding of the associated 
fire behaviour, increased demands on firefighting resources and the need 
for more investigation on the necessary firefighting response (Grimwood, 
2017, 2019; Smolka et al., 2018). Research is currently underway, such as 
the TIMpulse (2022) project in Germany, which is considering the fire envi- 
ronment and its potential impact on firefighting as well as updates to the 
building regulations for increased use of timber construction in high-rise 
buildings (Engel et al., 2021) (Figure 14.1). 

Specific concerns expressed by firefighters include the following: 


Faster fire growth and greater total heat release rates 

Earlier flashover, including the possibility of multiple flashovers 

Increase in fuel load producing longer duration fires 

Increased fire fighting water demands 

Greater requirements for resources inside the building, including 

access above the fire floor 

* Hidden fire spread in voids and ongoing combustion behind 
encapsulation 

* Increased severity of external flaming from windows and openings 
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Figure 14.1 Firefighter team during the timber fire test scenario at the Technical 
University of Munich, 2021. 


Increased chance of fire spread to adjacent buildings 

Greater reliance on fixed fire protection systems 

Increased production of carbon monoxide due to ongoing smoulder- 
ing combustion 

Increased influence of wind-driven fires 


A number of these concerns apply to any type of construction, especially 
fuel loads and other issues outside the normal management of the building. 
However, when comparing otherwise similar buildings, the use of com- 
bustible construction when compared to non-combustible construction will 
inherently present a greater fuel load and additional challenges to fire safety 
design and potential firefighting. 

As a response to the concerns raised in North America when considering 
taller timber buildings, the proposed building code changes included increased 
redundancy and more robust fire protection features (O'Brocki, 2019). 


14.4 LIGHT TIMBER FRAME CONSTRUCTION 


Chapter 1 provides details of various types of timber structures and wood 
products. Concerns about firefighting in timber structures often do not dis- 
tinguish between the specific types of timber construction. Several catego- 
ries are identified in this discussion; light timber frames with solid timber 
members, light timber frames with engineered wood products and mass 
timber structures. 
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14.4.1 Light timber frame structures 
with solid timber members 


Light timber frame construction is primarily used for low- to mid-rise residen- 
tial buildings. If unprotected, the small section sizes and connection methods 
of light timber framing make these buildings vulnerable. Fires in unprotected 
light timber frame buildings (generally houses) account for over half of all 
fire fatalities in the United States (Fire Protection Association, 2011). 

The fire performance of light timber frame construction has been of con- 
cern in the firefighting community since the 1970s. There have been warn- 
ings about possible collapse without warning of roof and floor truss systems 
(NIOSH, 2005). This is a particular danger if firefighters are working on the 
roof of the building. Failures often result from fire damage to the connec- 
tions rather than the timber framing, especially failure of steel hangers and 
punched metal truss plates which have poor fire resistance when unprotected. 
Some studies show failure of unprotected light timber structures within 6-13 
minutes of fire exposure (Harman and Lawson, 2007; Bjérkman, 2012). 


14.4.2 Light timber frame structures with 
engineered wood products 


The use of Engineered Wood Products (EWP) to replace solid timber con- 
struction has been increasing for a number of years, raising concerns in the 
firefighting community. The biggest concern is with timber I-joists, which 
are vulnerable because of their small cross-sectional dimensions. 

In the United States, recent experiments to provide comparable fire per- 
formance between traditional light timber construction and EWPs including 
I-joists were carried out by Underwriters Laboratories (2008). The results 
are summarised in Figure 14.2. The main findings were that an unprotected 
timber floor assembly with no ceiling, representing typical “legacy” con- 
struction with solid wood joists, had less fire resistance than the same assem- 
bly with a gypsum lath and plaster ceiling. The fire resistance was much less 
for timber I-joists or unprotected timber trusses with metal truss plates. 

In Europe, the fire resistance of I-joist, metal web and solid timber joist 
floors must all meet tested criteria of fire resistance times that will match 
the statutory regulation times, mostly requiring partial protection with 
gypsum plasterboard. The UK Structural Timber Association is expecting 
to release new information on fire resistance of generic EWP floor assem- 
blies. EWP floors and solid timber floors can also be designed to Eurocodes 
for appropriate fire resistance, as described in Chapter 7. 


14.4.3 Charring in protected light timber frames 


When a light timber framed assembly passes a fire resistance test, the 
acceptance criteria are the containment ability of the assembly and the 
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Figure 14.2 Failure times in US light timber frame assemblies, comparing modern 
lightweight EWPs with "legacy" solid timber systems (Underwriters 
Laboratories, 2021). 


load-bearing capacity, as described in Chapter 2. When an assembly has 
passed a fire resistance test, significant charring may have taken place under 
the protective linings. Firefighters need to be aware that such charring can 
occur behind protective linings in real fires in light timber-framed buildings. 
This may require the removal of large areas of protective layers of gypsum 
plasterboard before leaving a building that has experienced a significant fire. 


14.5 MASS TIMBER STRUCTURES 


Mass timber or heavy timber structures have historically been associated 
with industrial buildings, including those with large open compartments 
and no concealed spaces. Although large fires have occurred in these types 
of structures, the performance of the heavy timber structural components 
is typically well understood. Figure 14.3 shows how severely fire-damaged 
wooden beams retained sufficient strength to support steel beams following 
the San Francisco earthquake and fire in 1906. 


14.5.1 Strategies for protection of 
mass timber structures 


Most mass timber buildings will be protected by an automatic sprinkler 
system. The following discussion refers to the low-probability event of a fire 
which is not controlled by the sprinkler system. 

Encapsulation is a fire protection strategy intended to protect the timber 
from charring throughout the duration of the fire. In timber buildings where 
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Figure 14.3 Severely damaged large wooden beams retain sufficient strength to support 
failed steel beams. 


all the timber is fully encapsulated to withstand burnout, fire safety will be 
no different from buildings of traditional non-combustible materials. 

Partial encapsulation uses protective linings to prevent charring of the 
timber structure during the early stages of a fire. An encapsulation lining 
that is designed for 60 minutes standard fire exposure will prevent charring 
of the timber for that condition, but some charring may then occur. Most 
countries have prescriptive guidance for compliance with building regula- 
tions that require full or partial encapsulation using protective linings. 

The encapsulation concept is seen in the objectives of the code change in 
Australia where the objective of encapsulation of timber was changed 


to prevent or delay ignition of the timber structural member so that 
the response to an enclosure fire will be similar to that for a building 
constructed of non-combustible elements such as masonry or concrete 
during the growth period. The fire-protected timber element is still 
required to achieve the Deemed-to-Satisfy Fire Resistance. 


(Forest and Wood Products Australia, 2016) 


This encapsulation concept is demonstrated in a comparative fire test 
conducted on a timber-framed compartment and a similar steel-framed 
compartment, with the framing in both cases protected by two layers of 
13-mm fire-rated gypsum plasterboard on the walls and two layers of 
16-mm fire-rated gypsum plasterboard on the ceiling. Identical compart- 
ment sizes and fuel loads were used. Figure 14.4 shows that the time- 
temperature curves of both compartment fires were identical (Exova 
Warringtonfire, 2011). 
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Figure 14.4 Time-temperature curves of fires in combustible and non-combustible 
framed compartments with protective lining (Exova Warringtonfire, 2011). 


Similar findings were reported by the National Research Council Canada 
through a series of four large-scale apartment fire tests (Su and Lougheed, 
2014). Two apartments were of light timber frame construction, one was 
of cross-laminated timber (CLT) and the fourth was of cold-formed steel 
construction — used as the benchmark for fire performance in the National 
Building Code of Canada. 

This lack of contribution of the encapsulated timber structure to the 
fuel load was also seen in the research work undertaken by the Southwest 
Research Institute (Janssens, 2018; Zelinka et al., 2018; Brandon et al., 
2021; Su et al., 2018), where six test rooms were made and set on fire. Each 
room was made from CLT covered with varying layers of fire-protective 
plasterboard or left exposed. The structure that had three layers of 16-mm 
fire-protective grade gypsum plasterboard to both the ceiling and walls 
resulted in no fire damage to the CLT, as shown in Figure 14.5. 


14.5.2 Exposed timber structures 


Exposed combustible material inside a building may speed up the growth 
of the fire and reduce the time to flashover. The reaction to fire-class per- 
formance and consequently the surface spread of flame performance of the 
wall and ceiling are key characteristics for the growth period of the fire. 
These effects on the fire growth and time to flashover can be attributed 


Firefighting considerations 441 


Figure 14.5 Undamaged CLT walls and ceiling after removal of the fire-damaged gypsum 
plasterboard, following a compartment fire test (Su et al., 2018). 


to increased fuel load from burning of the compartment’s structure in 
addition to the compartment’s contents. This increase in fuel load can 
increase the production of volatiles and smoke, and the severity of flam- 
ing, both inside and outside the compartment. The increase in fuel load 
may increase the total heat release rate and cause a longer burning dura- 
tion (see Chapter 3). 

The use of combustible construction materials has the potential to intro- 
duce several issues not traditionally accepted within building codes, includ- 
ing combustible materials in fire-isolated egress paths, within concealed 
spaces and on external balcony areas. 

Despite the additional fuel load, exposed timber structures can be 
designed to meet or exceed relevant regulations and guidance by using local 
building codes or test evidence and contemporary fire engineering methods 
taking into account the most recent research results (STA, 2022). 


14.5.3 Combustible linings 


Historically, combustible surfaces and wall linings have always featured 
in buildings. Many building codes allow combustible linings to be used 
within a fire compartment, regardless of the combustibility of the struc- 
tural materials. They typically limit the fire hazard by prescribing surface 
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finish limitations as described in Chapter 5, to control early fire growth and 
increase the time available for occupants to escape. 

Fire engineers need to distinguish between the moveable fuel load con- 
tained within a compartment and that which is provided by the fixed struc- 
ture. In the case of combustible linings, consideration may need to be given 
to whether they provide additional fuel load above what is already assumed 
in the design of the building and how the lining may further interact with 
the timber structure. 

For many mass timber buildings, showcasing the timber and exposing it 
is desirable and one of the main architectural drivers. However, where there 
are other requirements such as acoustic performance requirements and spe- 
cific uses of buildings that require the installation of equipment and other 
services, the timber may be concealed behind the finished wall, ceiling and 
floor surfaces. Figure 14.6 shows a raised floor being installed and the fram- 
ing of the walls prior to the final linings of a CLT building during construc- 
tion. In this case, the framing and floor also included timber, increasing the 
fuel load further and creating additional voids. 


14.5.4 CLT structures 


Modern mass timber elements such as CLT panels can also provide high 
levels of fire resistance. This is due to the inherent nature of thick tim- 
ber members to char slowly allowing mass wood structures to maintain 
significant structural capacity when exposed to fire. Many standard fire 
resistance tests have been undertaken on various CLT panels to confirm 
the various fire resistance ratings available. Compartment fire tests are also 
increasingly indicating the ability for CLT panels to withstand real fire sce- 
narios under various conditions (Zelinka et al., 2018). If glueline failure 
results in falling off of charred layers of CLT, this raises the possibility of 
additional fuel causing secondary flashover and continued burning. For this 
reason, CLT manufacturers internationally are moving towards the use of 
fire-resistant adhesives (STA, 2022). 


| "m ||| 


Figure 14.6 Timber flooring on а raised timber frame and wall framing prior to lining 
within a tall CLT building (photo E. Claridge). 
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14.6 TALL TIMBER BUILDINGS 


14.6.1 Sprinkler systems 


Tall timber buildings will be protected by active fire protection such as 
an automatic sprinkler system. Most of this chapter refers to the effects 
of a severe fire, in the unlikely event of a fire not being controlled by the 
sprinkler system in its early stages. This rare event might be caused by loss 
of water due to an explosion, an earthquake or maintenance difficulties. 
As with non-combustible construction, there is a case to be made for very 
tall timber buildings to have extra redundancy built into active fire sys- 
tems, such as a dual water supply. See Chapter 10 for more on active fire 
protection. 


14.6.2 Firefighter access 


All high-rise buildings present challenges to fire services because they gener- 
ally contain a greater number of occupants, take longer for occupants to 
evacuate and place greater reliance on fire service resources, such as taller 
ladders and specialist aerial appliances. Once the building height exceeds that 
of the available fire service resources, all firefighting operations will neces- 
sarily need to be undertaken internally, increasing the complexity and diffi- 
culty of search and rescue, fire containment and extinguishment operations. 
The available options will depend on the location of the building and local 
fire service resources. Major metropolitan fire services will typically include 
a range of specialist aerial appliances providing access to various building 
heights, including in some cases up to eight storeys, as shown in Figure 14.7. 


14.6.3 Burnout 


Firefighting in a tall timber building can be more complex, hazardous and 
present additional complications than in a tall non-combustible structure. 
The main difference between combustible and non-combustible structures 
is design for burnout (see Chapters 2, 3 and 11 for more information on 
burnout). 

The main concern regarding structural stability after burnout includes 
greater risks of fire spreading through cavities and continued smouldering 
after the moveable fuel has been consumed. Failure to identify these risks 
and fully extinguish the fire and any hot spots could lead to potential insta- 
bility of the structure and eventual collapse, long after the fire has appar- 
ently gone out. 

Current research projects are being undertaken to explore the mecha- 
nisms that may lead to extinguishment of charring or smouldering timber 
without fire service intervention (Future Timber Hub, 2022). In view of 
this uncertainty, it is essential for firefighters to ensure that all charring and 
smouldering has ceased before they leave the building after a severe fire. 
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Figure 14.7 Firefighting appliances for buildings up to about eight storeys. 


14.7 FIREFIGHTING CONSIDERATIONS 


Firefighters will normally undertake a 360-degree survey or “size up” of a 
building fire to assess the risk and establish the tactical response prior to 
entry or external attack. Where design approaches to mass timber buildings 
include encapsulation, there is no reason to anticipate that the fire environ- 
ment inside a timber building would be any different to a non-combustible 
building. In this sense, firefighters should not hesitate to enter a timber 
building or assume that it would perform any worse than traditional con- 
struction. However, understanding the environmental cues and how timber 
buildings may perform differently to traditional construction in a severe 
fire should be recognised, so that different command decision-making and 
tactics can be deployed, if necessary. 


14.7.1 Firefighting water supplies 


Firefighting water supplies have been typically based on historical events 
and an understanding of the fire environment that go back many decades. 
Many fire codes have established firefighting water supplies based on cal- 
culations to support the flow rates required for riser mains/standpipes and 
traditional firefighting practices. In recent years, there has been a call in 
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the fire design community to base firefighting water flow requirements on 
more modern performance-based practices allowing for the specific design 
of buildings, including such factors as fuel loading and available ventilation 
rates through windows. More recently, means to calculate building-specific 
firefighting water requirements on the needs of responding firefighters has 
been the subject of research and discussion (Grimwood and Sanderson, 
2015). 

For timber construction, it may be useful to consider increased heat 
release rates and therefore larger water demands. Increasing the firefighting 
water supplies to timber buildings may be relevant if issues such as multiple 
hose streams might be necessary above and beyond conventional system 
design requirements, especially during the construction period. 


14.7.2 External fire exposure to surrounding buildings 


Increased external flaming should be anticipated from timber-lined com- 
partments. This places a greater level of fire exposure via received radia- 
tion on to the building’s cladding and adjacent properties. Anticipating 
such exposure with mass timber buildings should inform the firefighting 
response, so that more resources can be provided earlier, to manage exter- 
nal fire spread and fire exposure to adjacent buildings. 

Additional debris and fire brands, especially under wind-driven condi- 
tions may also be experienced in timber buildings that do not feature encap- 
sulation or non-combustible protective linings. 


14.7.3 Combustible cores and vertical enclosures 


Many recent tall timber buildings are hybrid structures with the main 
structural cores including egress stairs, lift shafts, corridors and firefight- 
ing intervention shafts, made from non-combustible materials, typically 
concrete. 

The recently completed Brock Commons building in Canada, shown 
in Figure 14.8, and the taller Mjgstarnet building in Norway have con- 
crete stairwells and lift shafts. This is required by building codes in many 
countries. Such requirements support the importance of these parts of the 
buildings for firefighting intervention and provide greater confidence to 
firefighters in the robustness and resilience of this type of construction. 
However, many countries may allow combustible timber construction for 
vertical shafts for services and access, even though the fire dynamics of such 
complex geometry may not be fully understood. 

An understanding of the construction components, particularly those rel- 
evant to fire service intervention, may be important in providing confidence 
to firefighters (Figure 14.9). 
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Figure 14.9 Hydrant riser system being progressively installed during construction 
(photo E Claridge). 


14.7.4 Void spaces and cavities 


Fires in cavities and void spaces often represent hazards for firefighters, 
because they can allow a hidden spread of fire in structures where observa- 
tion is challenging, and extinguishment can be very difficult. In addition, 
spread of fire in voids and cavities can be affected by positive stack-effect, 
negative stack-effect, external wind and pressurised ventilation. This 
applies to all buildings, regardless of materials. 
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Light timber frame construction systems often have voids or concealed 
spaces, including attics and roof spaces, and void spaces in floors and walls, 
both within the fire-rated system or adjoining fire-rated systems such as sus- 
pended ceilings, multiple ceilings or cavities in facades. In addition, there 
may be shafts for vertical services, vents or garbage disposal. 

Building regulations in many countries prohibit or limit the size of void 
spaces or require sprinklers to be installed in them. Often cavity barriers 
are installed to reduce the void length, preventing spread within the build- 
ing. Figure 14.10a and b shows details from national guides. 

A strategy often employed is to limit the length of the void to the size of 
the neighbouring fire compartment. For example, an apartment is a sin- 
gle fire compartment; therefore, cavity barriers should be installed within 
cavities of the compartment at the corners of the compartment or apart- 
ment. Figure 14.11a and b shows common locations for cavity barriers 
from national guidance. More information on cavity barriers is available 
in Chapter 9. 

There have been many incidents where cavity fires have caused signifi- 
cant challenges to the fire service in timber buildings and in some cases 
ongoing combustion resulted in significant damage and collapse of a timber 
structure following extinguishment of the main fire. In 1995, the British 
Government undertook a large-scale project to investigate the performance 
of larger timber frame buildings. The Timber Frame 2000 project included 
full-scale fire tests in a six-storey light timber frame test building to assist 
development of design guidance for medium-rise timber frame structures 
(Enjily, 1996). The final BRE project report (BRE, 2003) addressed the 
project objectives regarding compartmentation and stairwells. The report 
did not address a fire that occurred several hours after a room fire test was 
completed, initiated by embers that had entered an external wall which was 
not inspected during the fire test procedure. A follow-up report by Chiltern 
Fire into the causes of the cavity fire made it clear that a high standard 
of workmanship is required in timber frame buildings, including adequate 
cavity stops to prevent the unseen spread of fire in cavities. They noted that 
firefighters are not always familiar with detecting fires of this type which 
start inside cavities (Lavender et al., 2002). 


14.7.5 Identifying voids and fires within voids 


Extinguishing fires in voids is difficult, as often the source is not easily 
recognisable. To increase the ability to identify a fire inside a void, infrared 
or thermal imaging cameras can be employed (see Figure 14.12). For tall 
buildings, identifying fires within external cavities or in voids behind wall 
cladding may be especially difficult without external access. The infrared 
or thermal imaging camera can also be used to assist in identifying the 
makeup of the structure, as frame elements often have higher thermal mass 
and can show up in infrared or thermal images, as colder colours. However, 


448 Ed Claridge et al. 


Structural blocking 
as require 


Flexible fire-grade sealant 


Timber joist 


Cavity barrier 
(mineral wool) 


Steel furring 
channel set on 
noise-isolating 
mounts 


Fire and sound 
rated linings 


(a) 


Sufficient solid timber for 
cavity barrier and full depth 
of structural wall 


Wall ties to be fixed to solid 
timber or sips with proven ties 
to skin structural frame 


Fire stopping cavity barrier 
combined but must extend with 
at least 60mm of solid timber 
past the party wall cavity 


Cavity barrier/fire stop 


Alternative junction 
rotation for timber frame 
construction shown 


A 


Structural frame 


Cladding 


(b) Vented/ventilated cavity 


Figure 14.10 (a) Cavity barrier in a floor wall junction of a light timber-framed fire-rated 
structure (Forest and Wood Products Australia, 2016). (b) Cavity barrier in 
structural timber buildings — plan view at junction of compartment wall to 
external wall cladding (STA, 2020). 
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Figure 14.11 
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(a) Locations where cavity barriers should be installed (SOU = sole occu- 
pancy unit) (Forest and Wood Products Australia, 2016). (b) Cavity barrier 
in structural timber building locations (STA, 2020). 
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Figure 14.12 Thermal imaging used to identify the extent of fire travel within voids in a 
burning building (Bjórkman, 2013; Ostman and Stehn, 2014). 


Figure 14.13 Gaps created between CLT panels at junctions (photo E. Claridge). 


care must be given as thermal imaging cameras can be misleading if being 
used to try and identify the signs of structural instability and the potential 
for collapse (Underwriters Laboratories, 2008). 

Mass timber structures do not necessarily have voids, especially if they 
are not reliant on linings to provide fire resistance to the structural timber 
elements. However, gaps can be present between heavy timber elements 
and the quality of construction becomes increasingly important with tim- 
ber structures to ensure that no hidden voids are created and left untreated 
(Figure 14.13). Some building codes, such as the International Building 
Code (IBC, 2018), place specific requirements on the sealing of gaps at junc- 
tions between mass timber elements, with specific sealants or adhesives. 


14.7.6 Extinguishing fires within a void 


Fires in void spaces are mainly ventilation controlled, which can present 
challenges to fire suppression due to their unpredictable fire behaviour. 
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The most important aspect of extinguishing work is to avoid opening the 
void and introducing oxygen to the fire before the fire is under control. 
Extinguishing media are best applied through small openings, such as 
piercing nozzles and cutting extinguishers. 

Brick clad buildings with cavities and combustible materials within the 
cavity such as wood-sheathed timber framing may allow the fire to spread 
rapidly from one floor to another if the cavity barriers are not correctly 
installed or missing. Cavity barriers slow the spread down, but do not nec- 
essarily stop fires, so a delay in attending to a fire in a cavity may lead to 
increased fire spread in a combustible cavity. 

Tests have shown (Sæter Bøe and Hox, 2017) that, among water-based 
extinguishing media, penetration nozzles or cutting-type extinguishers are 
the most efficient for fires in a cavity as well as utilising the least amount of 
water. Other possible extinguishing agents are nitrogen or carbon dioxide, 
but techniques and tactics when using these extinguishing media are rela- 
tively new, and further research is required. The main drawback of these 
media is the limited cooling capabilities of the surfaces and the volume of 
gas required. 

Training of fire services is recommended in methods on how to extin- 
guish fires in voids and cavities. The first action when there may be a hidden 
fire in a cavity is to identify the structure and materials of the building and 
the location of cavity barriers. 

Where a fire in a void has been suppressed, it is necessary to remove 
any linings to ensure that the fire has been fully extinguished. Where cav- 
ity barriers have not been installed, this may involve removal of linings in 
neighbouring fire compartments and may significantly increase the dam- 
age to the building during overhaul operations. To reduce the likelihood of 
smouldering fires, reigniting it may be necessary to place a fire watch within 
the building for several hours after a cavity fire event. 

More information on prevention of fire spread in voids and cavities is 
given in Chapter 9. 


14.7.7 Extinguishing fires in wood-based materials 


As the construction and use of new materials develop, compartment firefight- 
ing techniques and procedures are continually being developed. This section 
is a brief review of firefighting in buildings with timber building materials. 


14.7.8 Extinguishing agents 


Water is still the most common extinguishing agent used in fire suppression. 
Water has a much higher heat capacity than other extinguishing agents 
and is generally readily accessible. Some fire services use a Compressed Air 
Foam System (CAFS) for better wettability, cooling effect and minimal 
water damages. 
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The most significant property of water is its heat capacity. The heat 
required to raise the temperature of 1 kg of water at 1°C is approximately 
4,200 Joules per kilogram per degree Celsius (J/kg°C). This property is 
important for extinguishing and especially for cooling hot gases during fire- 
fighting. An additional important factor of water is the expansion ratio. 
The expansion ratio of water at 100°C is about 1:1,700, which means that 
1 litre of liquid water expands to make 1,700 litres of steam (Smolka et al., 
2018). 

During firefighting, the cooling effect of water in the ceiling layer of hot 
gases depends on the efficiency of its evaporation. Smaller drops of water 
can be better evaporated and better absorbed by the heat in the hot gas 
layer. During firefighting operations, not all water is evaporated, and only 
part of this water reaches the lining of the compartment. 

Equipment which allows the application of water under higher pressure 
and with small droplets is a more efficient extinguishing method than stan- 
dard nozzles. One item of such special equipment is a piercing nozzle which 
produces a pressurised water mist (Smolka et al., 2018). 

Fires in combustible structures often require a higher volume of water 
than that needed to extinguish fires in non-combustible structures. This 
is due to the combustible structure providing additional fuel beyond the 
building's contents and linings. Firefighters need to consider methods of 
delivering this additional water. 


14.7.9 Non-direct attack 


A safe way of extinguishing enclosure fires is with a non-direct attack. This 
can be done by special equipment such as penetrating or piercing nozzles 
and the application of pressurised water mist. The most common items of 
equipment for this application are piercing nozzles and cutting extinguish- 
ers (Cobra Cold Cut, 2022), see Figure 14.14. 


LA 


Figure 14.14 Cobra cold cut system (photo Cobra Cold Cut). 
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Application of piercing nozzles allows firefighting to operate without 
introducing additional ventilation that may cause backdraft and other 
dangerous fire phenomena. Piercing nozzles allow firefighters to deliver 
the extinguishing agent into the compartment or void without entering or 
opening the cavity. The water piercing nozzle is applied through a small 
hole in the wall or the structure, and water mist is delivered under high 
pressure. The application of the piercing nozzle should be combined with 
the application of a thermal vision camera to find the origin of the fire. 


14.7.10 Comparison of extinguishing equipment 


Sæter Bøe and Hox (2017) compared specific firefighting equipment used 
for extinguishing fires in cavities and attics. In these experiments, three 
extinguishing methods were compared: standard nozzle, piercing nozzle 
and cutting extinguisher (Cobra Cold Cut System) techniques. 

Experiments were undertaken in a full-scale model compartment with 
cavities and an attic, as shown in Figure 14.15. Two different fire scenarios 
were compared: scenario A is a fire behind the outer wood cladding (area 
1), and scenario B is a fire inside a cavity behind a timber wall connected to 
a cavity above a false ceiling (area 2). 

Table 14.2 compares the water consumption and the required time for 
extinguishing the fires. Scenario A shows rapid extinguishment with low 
water consumption. Scenario B presents a more complicated scenario for 
finding the origin of the fire and extinguishing it. A large difference in water 
consumption can be seen, with the standard nozzle requiring the most water, 
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Figure 14.15 Experimental compartments used to compare extinguishment methods in 
a low-rise construction (Seter Bge and Hox, 2017). 
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Table 14.2 Comparison of water consumption and time to extinguishment of different 
nozzles (Sæter Bøe and Hox, 2017) 


Scenario A Scenario B 


Extinguishing Water Extinguishing Water 


time (тт:55) used (L) ^ time (mm:ss) used (L) 

Cutting extinguisher 02:32 135 03:06 150 
Chain saw and normal nozzle 02:32 220 18:14 > 1,200 
04:49 450 

Piercing nozzle - - 02:18 400 


with the piercing nozzle and the cutting extinguisher (Cobra Cold Cut 
System) having much lower water consumption and faster extinguishment. 


14.8 WIND-DRIVEN FIRES 


The impact of wind on fire development within compartments has been the 
subject of research for some time. Research has studied the effects of wind 
on the fire heat release rate within tunnels, on facade fires and external fire 
spread to neighbouring buildings. More recently, specific research has been 
undertaken as to the implications of wind on firefighting tactics (Kerber 
and Madrzykowski, 2009). There is limited research on the effect of wind 
on fires in buildings with internally exposed timber linings, although wind 
is known to have an influence (Sjóstróm et al., 2021) and is a concern to 
firefighters regarding fires in tall buildings (Grimwood, 2019). 

The wind-driven fire usually causes high-velocity airflow to enter the 
compartment during the fire. This may be caused by external wind, the 
stack effect, or window failure. The main causes are as follows: 


* External wind, e.g. direction of vents, weather conditions or area 

* Mechanical ventilation, e.g. application of Positive Pressure Ventila- 
tion (PPV), air-conditioning systems 

• Stack-effect, e.g. elevator shafts, tall buildings, geometry of the 
structure 


The National Institute of Standards and Technology (NIST) observed in 
a series of experiments with wind velocity 9—11 m/s that the heat release 
rate inside the compartment was 1 MW before window failure, after fail- 
ure it increased to 15-20 MW in the post-flashover stage (Kerber and 
Madrzykowski, 2009). 

All buildings are vulnerable to wind-driven fires and the impact of wind 
on combustible structures has been recognised for centuries as experienced 
in many great fires such as the Great Chicago Fire in 1871 and the Great 
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Fire of London in 1666. Wildland-urban interface events that include fires 
spreading between vegetation and structures are also recognised events 
heavily dictated by wind conditions. The impact of wind-driven fire condi- 
tions on firefighter safety and the more severe fires that can occur with com- 
bustibles structures is of most interest for tall timber buildings. Figure 14.16 
shows the relationship between wind speed and building height and location. 

Figure 14.17 describes some parameters affecting wind-driven fires, 
based on recent research by Smolka and Kempna (2021), complementary to 
fire behaviour indicators used during compartment fire behaviour training 
of firefighters. 


14.8.1 Influence of wind on fire intensity 


Limited testing has quantified the impacts of external wind velocity on the 
severity of fires inside enclosures. Typically, more research has focused on 
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Figure 14.16 Wind speed changes with height and building location (RLS Energy). 
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Figure 14.17 Fire compartment parameters affecting compartment wind-driven fire vul- 
nerability (Smolka and Kempna, 2021). 


456 Ed Claridge et al. 


the impact of wind on external fire plumes and on small compartments 
with limited openings and without internal flow paths to other parts of 
buildings. Notwithstanding these limitations, studies have shown that 
fire growth rates can increase by a factor of 10 and that for timber fuels, 
the heat release rates can increase by up to 70% (Brandon and Anderson, 
2018) when compared to a structure that is completely non-combustible. 
However, care is required as most modern structures are often lined with 
combustible linings, reducing this difference. 

Research on single small-compartment fires does not consider the impact 
on adjacent compartments. The effects of wind on facade fires have been 
presented by Sjóstróm et al. (2021). Of most interest for tall timber build- 
ings and future research will be the impact of wind-driven fire and forced 
ventilation conditions on the cessation of flaming and smouldering com- 
bustion, especially if this is a strategy that is to be relied upon for design 
purposes. 


14.9 DESIGN STAGE AND FIRE 
SERVICE INVOLVEMENT 


Fire services are typically involved in the building design process and should 
be involved with tall timber buildings, at least to understand the design 
process, outcomes and to contribute their understanding to the design pro- 
cess. In particular, it should be incumbent on the design engineer to under- 
stand any concerns of the local fire services towards timber structures and 
to establish what resources responding fire services may or may not have. 
It may also be necessary for the building design team to ascertain what 
resources are available locally, especially where tall buildings are being con- 
sidered in an area that does not have extensive tall building resource and 
experience. Local building codes and jurisdictional practices are typically 
based on a historic expectation of building construction and may not take 
into account any local resourcing challenges that may be present. This is 
particularly relevant where codes and standards assume a specific level of 
fire service response, including assumptions around equipment and capaci- 
ties of responders. 

Where it can be established that the fire safety design approach is intended 
to design in such a way that the timber building can be equivalent to non- 
combustible construction, then there may only need to be limited specific 
consideration necessary for the fire service above what they would typically 
provide for a normal building. Such approaches include fully encapsulated 
timber where confidence can be gained that the presence of timber will be 
fully protected in the event of a fire. 

Ideally, before determining the firefighting strategy and response for 
a building on fire, firefighters would need to understand the fire design 
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strategy for the building and what level of structural fire resistance can be 
expected. 

The UK Structural Timber Association have issued guidance on fire 
safety strategy for timber buildings which supports the early engagement 
of the fire service for complex and tall buildings during the design process 
(STA, 2021). 


14.9.1 Liaison with fire authorities 


Depending on the local jurisdiction, some codes require the involvement 
of the fire service as part of the building design process. This may involve 
liaison to consider fire service requirements from an operational response 
perspective, but also to involve them directly with design decisions that may 
be influenced by fire service experience and resources. 

During the design phase, the designer should contact the fire service to 
identify any specific requirements they may need to consider. Identifying 
that the building is to be of timber construction is important to ascertain 
if the fire service has any specific concerns or requirements for the finished 
building or during the construction phase. Information about how firefight- 
ers typically interact with building features and fire protection systems dur- 
ing fires can be found within various sources, including guidance provided 
by OSHA (2015) and NFPA 1700. 


14.10 PRE-INCIDENT PLANNING 


14.10.1 Tall timber buildings 


Adequate pre-incident planning is essential for all buildings that present 
specific and significant hazards. It is particularly important for fire services 
that may not have experience of dealing with tall timber buildings. Pre- 
incident planning should include a full understanding of the concepts that 
the building designer used to provide an acceptable level of safety and in 
particular assure its structural performance in fire. 

The NFPA 1620 Standard on Pre-Incident Planning (2020) calls for 
detailed pre-incident plans for all structures and fire service personnel 
should familiarise themselves with all the buildings in their first-alarm dis- 
trict, especially high-rise buildings, complex structures and any target haz- 
ards that they identify. 

Fire service personnel must have an understanding of the fire protection 
features and systems within buildings. In most cases, they may be the same 
features that would be present for any building. However, with limited 
experience in dealing with tall timber buildings and with varying levels of 
knowledge or understanding of timber performance in fire, pre-incident 
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planning is essential for building confidence and ensuring that incorrect 
assumptions regarding timber performance are not made. 


14.10.2 Fire service involvement during 
construction and demolition 


The construction and demolition stages of any building increase the fire risk 
to the building and likely consequences should a fire occur. The risks are 
different from a completed building as the fire protection features expected 
to be available in the completed building may not yet be installed or acti- 
vated. Challenges are presented to responding fire services, particularly 
access around the construction site as well as into the building with changes 
to site conditions occurring frequently. Many building codes require spe- 
cific precautions to be adopted during the construction stages of a building, 
typically ensuring fire service access to the site and water supplies be main- 
tained. The International Fire Code, Chapter 33, includes requirements 
during the construction and demolition stages and includes specific require- 
ments for combustible construction and incorporated changes specific to 
mass timber buildings (ICC, 2020). IFC 3303.5 includes requirements for 
standpipes, water supplies and the need to protect exposed combustible 
surfaces as the building height increases. 

Specific risk mitigation strategies for timber structures are often required 
to prevent fire spread to adjacent buildings and persons in and around the 
construction site. Chapter 13 provides greater details on construction fires. 

At the commencement of the construction of the building, the princi- 
pal contractor, or the Fire Safety Coordinator as the representative for fire 
safety, should make contact with local emergency services and invite them 
to undertake adjustments to the fire safety plan. Provisions for access to the 
site and water supplies should be agreed at this time. 

Regular liaison with the fire service is necessary, mainly where there are 
changes to the site conditions or safety plan details. An initial site plan 
should be prepared, and a process for updated details to be available in a 
fire emergency should be agreed. Furthermore, updated site plans should be 
available at the firefighter access points to the site, as described in Chapter 
13. 

The fire services should also be made aware of any specific features 
or building design/performance solutions that could affect firefighting 
operations. 


14.10.3 Fire system impairment 


It will be inevitable during the lifetime of a building that features provided 
to support its fire design will require maintenance and eventual replacement. 
Active fire safety systems typically require ongoing regular maintenance 


Firefighting considerations 459 


and inspection. During these activities, the systems may not be operational, 
which is a major threat to fire safety. Many systems standards require that 
the local fire service be notified of impairments to active fire systems, espe- 
cially where facilities such as standpipes or hydrant systems may not be 
available. Such impairments are to be anticipated, so that fire services can 
increase their response and the number of firefighters that may respond to 
the building in the event of an alarm. 

For tall timber buildings with exposed wood surfaces, the impairment of 
a fire safety system may leave the building more vulnerable than a build- 
ing of non-combustible construction. Understanding that the building is of 
timber construction and its design basis may be relevant to the fire service 
response. Where a timber building is undergoing refit or alterations such 
that multiple systems or building features may not be available, specific 
consideration may be necessary for temporary compensating features to 
support an effective fire service, see Chapter 13. 


14.10.4 Fire service site training and familiarisation 


As buildings become taller and more complex, so does the fire service 
response to such buildings. Specific and complex features provided that 
may require fire service interaction such as smoke control systems and evac- 
uation management systems require training and familiarisation if there 
is any expectation that the responding firefighters be able to use them as 
expected and as required. 

Emergency exercises form a crucial part of the commissioning and ongo- 
ing operation of complex buildings and should include local fire services so 
that they can become familiar with how the building operates during an 
event, such as an evacuation exercise, and familiarise themselves with all 
the features of the building. 


14.11 POST-EARTHQUAKE FIRES AND 
FIRE SERVICE RESPONSE 


Major fires following earthquakes have occurred over the centuries causing 
widespread loss, exacerbating the impact of the initial earthquake. Major 
fires such as those experienced following the San Francisco, USA, earth- 
quake in 1906, and more recently Kobe, Japan, in 1995 indicate the chal- 
lenges to the built environment where building systems are damaged and 
fire services are unable to respond. For this reason, historical urban confla- 
grations have often resulted in restrictions on combustible building materi- 
als. For modern timber buildings, especially those in active seismic areas, 
greater resiliency in fire protection concepts may be warranted compared 
with the requirements for traditional non-combustible construction. 


460 Ed Claridge et al. 


14.12 FUTURE NEEDS 


There is a significant lack of knowledge and practical experience with 
firefighting in tall timber buildings. The fire environment associated with 
exposed timber surfaces is different to historic construction and may pres- 
ent new hazards and risks for occupants as well as for firefighters. There is 
a need for collection of data, knowledge and case studies from firefighting 
events, in order to develop a better understanding and confirm strategies 
and approaches for firefighting in tall timber buildings. 

As combustible structures become larger, taller and more complex, the 
robustness and resilience of the buildings and their fire safety features also 
need to increase. This will require appropriate changes to national and 
international building codes. 

There is a critical need for more understanding of the smouldering combus- 
tion of large timber elements after fire exposure. As structural concepts prog- 
ress and move away from the traditional assumption of burnout, a greater 
reliance will inevitably be placed on firefighters to extinguish fires and ensure 
that continued smouldering of the timber structure does not occur. 

Lastly, it is essential that all emergency responders be knowledgeable and 
have an understanding of how combustible structures and tall timber build- 
ings perform in the event of severe fires. Without sufficient fire-ground expe- 
rience of mass timber buildings, the emergency response must be informed 
by education and research that considers the needs of the responders. As 
buildings evolve, so must the firefighter response, with new strategies to 
ensure the most favourable outcomes for all stakeholders. 
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194, 427, 445 

New Zealand regulations, 133, 159, 
167, 250, 262, 358, 379 

Non-combustible insulation, 219, 
325, 332 


Office buildings, 4, 137, 356 
Oriented Strand Board (OSB), 28 
Oriented Strand Lumber (OSL), 21 


Parallel Strand Lumber (PSL), 21 
Parametric fires, 50, 83, 229, 292 
Partial encapsulation, 54, 91, 238, 
385, 439 
Passive fire protection, 43, 194, 410 
Penetrations, 45, 221, 326 
Performance-based design, 46, 
175, 370 
Performance solution, 47, 133 
Physically based fires, 292 
Piloted ignition, 158, 175, 180 
Platform-framing, 8, 286, 334 
Portable fire extinguishers, 352, 424 
Post-and-beam construction, 9 
Prescriptive codes, 46, 156, 363 
Progressive collapse, 398 
Property protection, 35, 194, 353 
Public buildings, 5, 148 
Pyrolysis, 100, 158, 181 


Qualitative risk assessment, 385 
Quantitative risk assessments, 381 
Quasi-fireproof, 125 


REI, 52 

Reinstatement, 36, 51 

Reliability approaches, 396 

Reliability of sprinklers, 355, 363, 387 

Repair, 51 

Residential buildings, 2, 93, 137, 355, 
384, 437 

Responsible parties, 414 

Re-use of building after a fire, 404 

Risk assessment, 59, 363, 376, 390, 413 

Robustness, 40, 233, 393, 395, 400, 460 

Rock wool, 243 

Roof coverings, 169 

Room-corner test, 157 

Russian regulations, 128, 131 


Sawn timber, 7, 15, 154 

Screw connections, 9, 22, 214, 254, 
286, 297 

Seismic gaps, 325 

Self-extinguishment, 57 

Separating assemblies, 3, 200, 219, 
320, 328 

Separating function method, 205, 247 

Service penetrations, 45, 327, 384, 410 

Shafts, 45, 329, 332, 445 

Simplified calculation methods, 205 

Site training, 460 

Small-scale fire test, 231 

Smoke, 44, 184, 335, 347 

Smoking, 418 

Smouldering combustion, 57, 69, 97, 
386, 433 

Sprinkler management procedures, 357 

Sprinkler reliability, 355, 387 

Sprinkler systems, 347, 443 

SP-TimFire, 101 

Staff training, 399, 421, 455 

Standard fire test, 50, 87, 102, 294 

Standard time-temperature curve, 
86, 287 

Steel coatings, 302 

Steel connections, 286, 301, 310 

Steel profile, 340 

Steiner tunnel test, 164, 182 

Stone wool, 210, 215, 243, 325 

Storage of building materials, 419 

Structural adequacy, 51, 195, 388 

Structural collapse, 49, 51, 394, 403 

Structural composite lumber (SCL), 8, 
19, 29 

Suppression systems, 347, 410, 422 
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Surface spread of flame, 71, 180, 440 
Suspended ceilings, 336, 447 
Swedish regulations, 14, 140, 361 


Tabulated design data, 203 

Tall timber buildings, 58, 328, 357, 
443, 458 

T-beam floors, 219 

Thermal decomposition, 65, 67, 182 

Thermal penetration depth, 249, 
290, 297 

Thermo-mechanical models, 311 

TiCHS-model, 101 

Timber-Concrete- Composite (TCC) 
floors, 220 

Timber T-beam floors, 219 

Time equivalence methods, 93, 102 

Time-temperature curve, 39, 84, 102, 
201, 386, 440 

Toxic products of combustion, 43, 
184, 354 

Trade-offs, 48, 360, 363 

Training, 399, 421, 455 


Travelling fires, 4, 85, 108 
Trusses, 18, 209, 437 


UK regulations, 144, 233, 358, 379 
USA regulations, 121, 164, 248, 263, 
360, 379 


Ventilation-controlled fire, 40, 404 

Ventilation ducts, 334 

Verification method, 47, 90, 127, 135, 
290, 358, 379 

Vertical enclosures, 446 


Waste materials, 30, 418 

Water mist systems, 351, 355, 452 

Water supplies, 43, 122, 363, 421, 
445, 458 

Wet-pipe sprinkler systems, 349 

Wind effects, 70, 92, 169, 181, 454 

Wind load, 230 

Windows, 45, 50, 174, 339, 419, 432 

Wood I-joists, 17, 209, 245, 437 

Workmanship, 399, 409 


